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The first part of the following volume originated from a 
series of University lectures which I once promised to deliver. 
This part can, to a certain extent, be considered as au intro- 
duction to my worit on "Theory and Calculation of Alternating 
Current Phenomena," leading up very gradually from the 
ordinary sine wave representation of the alternating current to 
the graphical representation by polar coordinates, from there to 
rectangular components of polar vectors, and ultimately to the 
symbolic representation by the complex quantity. The present 
work is, however, broader in its scope, in so far as it comprises 
the fundamental principles not only of alternating, but also of 
direct currents. 

The second part is a series of monographs of the more impor- 
tant electrical apparatus, alternating as well as direct current. 
It is, in a certain respect, supplementary to "Alternating Current 
Phenomena." WhUe in the latter work I have presented the 
general principles of alternating current phenomena, in the 
present volume I intended to give a 8[>ecitic discussion of 
the particular features of individual apparatus. In consequence 
thereof, this part of the book is somewhat less theoretical, and 
more descriptive, my intention being to present the most impor- 
tant electrical apparatus in all their characteristic features as 
reganj to external and internal structure, action under nonnal 
and abnormal conditions, individually and in connection with 
other apparatus, etc. 

I have restricted the work to those apparatus which experi- 
ence has shown as of practical importance, and give only those 
theories and methods which an extended experience in the 
design and operation has shown as of practical utility. I con- 
sider this the more desirable as, especially of late years, electri- 
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iv PREFACE. 

cal literature has been haunted by so many theories (for instance 
of the induction machine) which are incorrect, or too compli- 
cated for use, or valueless in practical application. In the class 
last mentioned are most of the graphical methods, which, while 
they may ^ve an approximate insight in the inter-relation of 
phenomena, fail entirely in engineering practice owing to the 
great difference in the magnitudes of the vectors in the same 
diagram, and to the synthetic method of graphical representa- 
tion, which generally require one to start with the quantity 
which the diagram is intended to determine. 

I oripnally intended to add a chapter on Rectifying Apparatus, 
as arc light machines amd alternating current rectifiers, but had 
to postpone this, due to the incomplete state of the theory of 
these apparatus. 

The same notation has been used as in the Third Eklition of 
"Alternating Current Phenomena," that is, vector quantities 
denoted by dotted capitals. The same classification and nomen- 
clature have been used as given by the report of the Standardiz- 
ing Committee of the American Institute of Electrical Engineers. 
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PREFACE TO THE THIRD EDITION. 



Nearly eight years have elapsed since the appearance of the 
second edition, during which time the book has been reprinted 
without change, and a revision, therefore, became greatly desired. 

It was gratifying, however, to find that none of the contents 
of the former edition had to be dropped as superseded or anti- 
quated. However, very much new material bad to be added. 
During these eight years the electrical industry has progressed 
at least as rapidly as in any previous period, and apparatus and 
phenomena which at the time of the second edition were of 
theoretical interest only, or of no interest at all, have now 
assumed great industrial importance, as for instance the single- 
phase commutator motor, the control of commutation by 
commutating poles, etc. 

Besides rewriting and enlarging numerous paragraphs through- 
out the text, a number of new sections and chapters have been 
added, on alternating-current railway motors, on the control 
of commutation by commutating poles ("interpoles"), on 
converter heating and output, on converters with variable ratio 
of conversion ("split-pole converters"), on three-wire generators 
and converters, short-circuit currents of alternators, stability 
and regulation of induction motors, induction generators, etc. 

In conformity with the arrangement used in my other books, 
the paragraphs of the text have been numbered for easier 
reference and convenience. 

When reading the book, or using it as text-book, it is recom- 
mended : 

After reading the first or general part of the present volume, 
to read through the first 17 chapters of "Theory and Calculation 
of Alternating Current Phenomena," omitting, however, the 
mathematical investigations as far as not absolutely required 
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Ti PREFACE TO THE THIRD EDITION. 

(or the understanding of the text, and then to take up the study 
of the second part of the present volume, which deals with 
special apparatus. When reading this second part, it is recom- 
mended to parallel its study with the reading of the chapter of 
"Alternating Current Phenomena" which deals with the same 
subject in a different manner. In this way a clear insight into 
the nature and behavior of apparatus will be imparted. 

Where time is limited, a lai^e part of the mathematical dis- 
cussion may be skipped and in that way a general review of the 
material gfuned. 

Great thanks are due to the technical staff of the McGraw- 
Hill Book Company, which has spared no effort to produce the 
thini edition in as perfect and systematic a manner aa possiUe, 
and to the numerous en^neers who have greatly assisted me 
by pointing out typographical and other errors in the previous 
edition. 

Charles Proteus Stbinmetz. 

ScHBHEcrADT, SepUmber, 1909. 
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PART I. 
GENERAL THEORY. 



I. HAGNETISH AND ELECTRIC CURRENT. 

I. A magnet pole attracting (or repelling) another magnet 
pole of equal strength at unit distance with unit force* is called 
a unit magnet pole. 

The space surrounding a magnet pole is called a magnate 
field of force, or magnetic field. 

The magnetic field at unit distance from a unit magnet pole 

is called a unit magnetic field, and is represented by one line of 

magnetic force (or shortly "one line") per sq. cm., and from a 

, unit magnet pole thus issue a total of 4 n lines of magnetic force. 

The total number of lines of force issuing from a magnet 
pole is called its magnetic fiux. 

The magnetic flux ^ of a magnet pole of strength m is, 
* = 4 jon. 

At the distance It from a magnet pole of strength m, and 
therefore of flux ^ =- 4 irm, assuming a uniform distribution in 
all directions, the magnetic field has the intensity, 



since the * lines issuing from the pole distribute over the area 
of a sphere of radius t. that is the area 4 nW. 

A magnetic field of intensity X exerts -upon a magnet pole 
of strength m the force, ^^^ 

Thus two m^net poles of strengths m, and m,, and distance 
Ir from each other, exert upon each other the force, 
m.m. 



* That is, at ono ceatimeter distance with iucb force as to give to the n 
me gram the acceleratioa of one centimeter per woond. 
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2 ELEMENTS OF ELECTRICAL ENGINEERING. 

a. Electric currents produce ma^etic fields also; that is, 
the space surrounding the conductor carrying an electric 
current is a magnetic field, which appears and disappears 
and varies with the current producing it, and is indeed 
an essential part of the phenomenon called an electric 
current. 

Thus an electric current represents a magnetorruAive force 
(m.m.f.). 

The magnetic field of a straight conductor, whose return 
conductor is so far distant as not to affect the field, consists of 
lines of force surrounding the conductor in concentric circles. 
The intensity of this magnetic field is directly proportional 
to the current strength and inversely proportional to the dis- 
tance from the conductor. 

Since the lines of force of the magnetic field produced 
by an electric current return into themselves, the magnetic 
field is a magnetic circuit. Since an electric current, at least 
a steady current, can exist only in a closed circuit, electri- 
city flows in an electric circuit. The magnetic circuit produced 
by an electric current surrounds the electric circuit through 
which the electricity flows, and inversely. That is, the elec- 
tric circuit and the magnetic circuit are interlinked with each 



othi 

7^ 



Unit current in an electric circuit is the current which produces 
in a magnetic circuit of unit length the field intensity 4 n, that 
is, produces as many lines of force per square centimeter as 
issue from a unit magnet pole. 

In unit distance from an electric conductor carrying unit 
current, that is in a magnetic circuit of length 2 it, the field 

4 7! 

intensity is — = 2, and in the distance 2 the field intensity 

is unity; that is, unit current is the current which, in a strught 
conductor, whose return conductor is so far distant as not to 
affect its magnetic field, produces unit field intensity in distance 
2 from the conductor. 

One tenth of unit current is the practical unit, called one 
ampere. 

3. One ampere in an electric circuit or turn, that is, one 
ampere-tum, thus produces in a magnetic circuit of unit length 
the field intensity, 0.4 7t, and in a magnetic circuit of length 
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MAGNETISM AND ELECTRIC CURRENT. 8 

■ ' -, and ff ampere-tuniB produce in a 
magnetic circuit of length I the field intensity: 

3C = - ' ■ - lines of force per sq, cm. 

regardless whether the 9^ ampere-turns are due to 7 amperes 

in a single turn, or one ampere in iF turns, or - amperes in n turns. 

?, that is, the product of amperes and turns, is called moffneto- 
motiveforce (m.m.f.)- 
The m.m.f. per unit length of magnetic circuit, or ratio: 

„ m.m.f. 



length of magnetic circuit 



is called the magnetizing force. 

Hence, m.m.f. is expressed in am'peTe4ums ; magnetizing 
force in ampere-turns per centimeter (or in practice frequently 
am[>ere-tums per inch), field intensity in lines of magnetic force 
per square centimeter. 

At the distance Ir from the conductor of a loop or circuit of 
ff ampere-turns, whose return conductor is so far distant as not 
to affect the field, assuming the m.m.f. = IF, since the length of 
the magnetic circuit = 2 kI„ we obtain as the magnetizing force, 



and as the field intensity, 

4. The magnetic field of an electric circuit consisting of two 
parallel conductors (or any number of conductors, in a poly- 
phase system), as the two wires of a transmission line, can be 
considered as the superposition of the separate fields of the 
conductors (consisting of concentric circles). '!^us, if there are 
/ amperes in a circuit consisting of two parallel conductors 
(conductor and return conductor), at the distance ^, from the 
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ELEMENTS OF ELECTRICAL ENGINEERING. 
first and i, from the second conductor, the respective 1 



intensities are, „ „ . 

3C,-~, 

and „2^ 

and the resultant field intenaity, if t = angle between the direc- 
ions of the two fields, 

K = Vk,' + 3c,' + 2 K,a:, cos t, 



In the plane of the conductors, where the two fields are In 
the same, or opposite direction, the resultant field intensity is, 
,f 0-2/(i.±U 
V. ' 
where the plus sign applies to the space between, the minus 
sign the space outside of the conductors. 

The resultant field of a circuit of parallel conductors con- 
sists of excentric circles, interlinked with the conductors, and 
crowded together in the space between the conductors. 

The magnetic field in the interior of a spiral (solenoid, 
helix, coil) carrying an electric current, consists of straight 
lines. 

5. If a conductor is coiled in a spiral of I centimenter azia) 

N 
length of spiral, and N turns, thus n — y turns per centimeter 

length of spiral, and I = current, in amperes, in the conductor, 
the m.m.f. of the spiral is 

? =IN, 
and the magnetizing force in the middle of the spiral, assuming 
the latter of very great length, 

3C = n/ = y/, 

thus the field intensity in the middle of the spin^ or solenoid, 
X = 0.4 ffX 
- 0.4 ml. 
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MAGNETISM AND ELECTRIC CURRENT. 5 

Strictly this is true only in the middle part of a spiral of 
such length that the in.m.f. consumed by the external or 
magnetic return circuit of the epiral is negligible compared 
with the m.m.f. consumed by the na^netic circuit in the interior 
of the spiral, or in an endless spiral, that is a spiral whose axis 
curves back into itself, as a spiral whose axis is curved in a 
circle. 

Magnetomotive force 7 applies to tbe total magnetic circuit, 
or part of the magnetic circuit. It is measured in ampere- 
turns. 

Magnetissing force X is the ra.m.f. per unit length of mag- 
netic circuit. It is measured in ampere-turns per centi- 
meter. 

Field intensity K is the number of Unea of force per square 
centimeter. 

II I =" length of the magnetic circuit or a part of the 
magnetic circuit, 



SF-SC, 


«=7' 


X-OAfiX 


a— S-, 

0.4 « 


- 1.257 « 


« - 0.796 X. 



6. The preceding applies only to magnetic fields in air or 
other unmagnetic materials. 

If the medium in which the magnetic field is established is a 
"magnetic material," the number of lines of force per square 
centimeter is different and usually many times greater. (Shghtly 
less in diamagnetic materials.) 

The ratio of the number of lines of force in a medium, to the 
number of lines of force which the same monetizing force would 
produce in air (or rather in a vacuum), is called the permecAU^y 
or magnetic conductivity fn of the medium. 

The number of lines of force per square centimeter in a mag- 
netic medium is called the magrietic inductimi A. The number 
of lines of force produced by the same magnetizing force in air 
is caUed the field intensity X. 
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6 ELEMENTS OF ELECTRICAL ENGINEERING. 

In air, magnetic inductioa <K and field intensity 3C are 
equal. 

As a rule, the magnetizing force in a magnetic circuit is - 
changed by the introduction of a magnetic material, due to the 
change of distribution of the magnetic flux. 

The pcnneability of air = 1 and is constant. 

The permeability of iron and other magnetic materials varies 
with the magnetizing force between a little above 1 and values 
as high as 6000 in soft iron. 

The magnetizing force 3C in a medium of permeability ft 
produces the field intensity K = 0.4 nSi and the magnetic 
induction (K= 0.4 iz/tX. 

EXAMPLES. 

7. (I.) A pull of 2 grams at 4 cm. radius is required to hold a 
horizontal bar magnet 12 cm. in length, pivoted at its center, 
in a position at right angles to the magnetic meridian. What 
is the intensity of the poles of the magnet, and the number of 
lines of magnetic force issuing from each pole, if the horizontal 
intensity of the terrestrial magnetic field 3C = 0.2, and the 
acceleration of gravity = 980? 

The distance between the poles of the bar magnet may be 
assumed as five-sixths of its length. 

Let m = intensity of magnet pole. /, => 5 is the radius on 
which the terrestrial magnetism acts. 

Thus 2 mXlr = 2 m = torque exerted by the terrestrial mag- 
netism. 

2 grams weight = 2 X 980 = 1960 units of force. These at 
4 cm. radius ^ve the torque 4 X 1960 = 7840 g — cm. 

Hence 2 m = 7840. 

rri = 3920 is the strength of each magnet pole and 

* = 4 mn = 49,000, the number of lines of force issuing from 
each pole. 

8. (2.) A conductor carrying 100 amperes nins in the direc- 
tion of the magnetic meridian. What position will a compass 
needle assume, when held below the conductor at a distance of 
50 cm., if the intensity of the terrestrial magnetic field is 0.2? 

The intensity of the magnetic field of 100 amperes 50 cm. 

2/ 100 

from the conductor, Lj K = -j— =• 0.2 X t^ =■ 0.4, the direc- 
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MAGNETISM AND ELECTRIC CURRENT. 7 

tion is at right angles to the conductor, that is at right angles to 
the terrestrial magnetic field. 

- If T = angle between compass needle and the north pole of 
the magnetic meridian, i= length of needle, m= intensity of 
ite magnet pole, the torque of the terrestrial magnetism is Xml 
aio r= 0.2 ml sin t, the torque of the current is 



Ir 

In equilibrium, 0.2 ??i/ sin t = 0.4 ml cos r, or tan r =■ 2, r = 
63.4°. 

9. (3.) What is the total magnetic flux per / = 1000 m. length, 
passing between the conductors of a long distance transmission 




Fig. 1. DiagTEim of TraoemiBsioii Une for iDduclance CalculatioD. 



line carrying / amperes of current, H 1^= 0.82 cm, is the 
diameter of the conductors (No. B. & S.), I,= i5 cm. the 
spacing or distance between them? 

At distance k from the center of one of the conductors (Fig. 1), 
the length of the magnetic circuit surrounding this conductor 
is 2 Tclr, the m,m.f., / ampere turns; thus the magnetizing force 

X = r— T, and the field intensity X = 0,4 }iK = — — , and the 



Ir 

surface of the conductor to the next conductor is, 



-r 



0.2 n Flog. 1 1 ' - 0.2 /Hog. ^ • 
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8 ELEMENTS OF ELECTRICAL ENGINEERING. 

The same flux is produced by the return conductor in the 
same direction, thus the total Sux passing between the trans- 
missioD wires is, 



or per 1000 m. = 10* cm. length, 

on 
2 * =0.4 X 10= /log. ^ = 0.4 X Iff X 4.70 7 = 0.188 X l(f I, 

or 0.188 / megalines or millions of lines per line of 1000 m. 
of which 0.094 / megalines surround each of the two con- 
ductors. 

10. (4.) In an alternator each pole has to carry 6.4 milljons 
of Unes, or 6.4 megalines magnetic flux. How many ampere- 
tums per pole are required to produce this flux, if the magnetic 
circuit in the armature of laminated iron has the cross section 
of 930 sq. cm. and the length of 15 era,, the air-gap between 
stationary field poles and revolving armature is 0.95 cm. in 
length and 1200 sq. cm. in section, the field-pole is 26.3 cm. 
in length and 1075 sq. cm. in section, and is of laminated iron, 
and the outside return circuit or yoke has a length per pole of 
20 cm. and 2250 sq. cm. section, and is of cast iron? 

The magnetic densities are; (B, = 6880 in the armature, (R,= 
5340 in the air-gap, «, = 5950 in the field-pole, and «^ = 2850 
in the yoke. The permeability of sheet iron is /t, = 2550 at 
(B. = 6880, /<, = 2380 at tB, = 5950. The permeability of cast 
iron is /<,= 280 at «, = 2850. Thus the field intensity 



is, 3C,= 2.7, 3C,= 5340, K,= 2.5, X,= 10.2. 



The magnetizing force [3C = -^ J is, 3t, = 2.15, 3C,= 4250, 

3C,= 1.99, 3C, = 8.13 ampere-turns per cm. Thus the m.m.f. 
(J = 30) is, ff , = 32, SF, = 4040, ff, = 52, ff, = 163, or the total 
m.m.f. per pole is 

SF = ff , + ff J + ?, + ff J = 4290 ampere-tuma. 

The permeability ft of magnetic materials varies with the 
density ffi, thus tables or curves have to be used for these quan- 
tities. Such curves are usually made out for density (& and 
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MAGNETISM AND E.M.F. 9 

magnetizing force X, so that the magnetizing force dC correspond- 
ing to the density (B can be derived directly from the curve. 
Such a set of curves is given in Fig. 2. 
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Fig. 2. HagneUzation Curves of Tarions Irons. 

3. MAGNETISH Aim E.H.F. 

II. In an electric conductor moving relatively to a magnetic 
field, an e.m.f. is generated proportional to the rate of cutting 
of the lines of magnetic force by the conductor. 

VnU e.m.f. is the e.m.f. generated in a conductor cutting one 
line of magnetic force per second. 

10* times unit e.m.f. is the practical unit, called the voU. 
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10 ELEMENTS OP ELECTRICAL ENGINEERING. 

Coiling the conductor n fold increases the e.m.f. n fold, by 
cutting each line of magnetic force n times. 

In a closed electric circuit the e.m.f. produces an dectric 
current. 

The ratio of e.m.f.to electric current produced thereby is called 
the resistance of the electric circuit. 

Unit resistance is the resistance of a circuit in which unit 
e.m.f. produces unit current. 

Iff times unit resistance is the practical unit, called the 
ohm. 

The ohm is the resistance of a circuit, in which one volt pro- 
duces one ampere. 

The resistance per unit length and unit section of a conductor 
is called its resistivity, p. 

The resistivity /> is a constant of the material, varying with 
the temperature. 

The resistance r of a conductor of length I, area of section A, 

and resistivity /> is r = -^ • 

13. If the current in the electric circuit changes, starts, or 
stops, the corresponding change of the magnetic field of the 
current generates an e.m.f. in the conductor carrying the current, 
which is called the e.m.f. of self-^Tiductum. 

If the e.m.f. in an electric circuit moving relatively to 
a magnetic field produces a current in the circuit, the mag- 
netic field produced by this current is called its magn^M 
reaction. 

The fundamental law of self-induction and magnetic reaction 
is, that these effects take place in such a direction as to oppose 
their cause (Lentz's law). 

Thus the e.m.f. of self-induction during an increase of current 
is in the opposite direction, during a decrease of current in the 
same direction as the e.m.f. producing the current. 

The magnetic reaction of the current produced in a circuit 
moving out of a magnetic field is in the same direction, in a cir- 
cuit moving into a magnetic field in opposite direction to the 
magnetic field. 

Essentially, this law is nothing but a conclusion from the law 
of conservation of energy. 
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MAGNETISM AND E.M.F. 11 

EXAMPLES. 

13. (1.) An electromagnet is placed so that one pole sur- 
rounds the other pole cylindiically as shown in section in Fig. 3, 
and a copper cylinder revolves between these poles at 3000 rev. 
per min. What is the e.m.f. generated between the ends of this 
cylinder, if the magnetic fiux of the electromagnet is *= 25 
megahnes? 

During each revolution the copper cylinder cuts 25 megalines. 
It makes 50 rev. per sec. Thus it cuts 50 X 25 X 10* = 12.5 X 10' 



Fig. 3- Unipolar 0«Derah>r. 

Unes of magnetic flux per second. Hence the generated e.m.f, 
is B =■ 12.5 volts. 

Such a machine is called a "unipolar," or. more properly a 
"nonpolar" or an "acyclic" generator. 

14. (2.) The field spools of the 20-pole alternator in Section 1, 
Example 4, are wound each with 616 turns of wire No. 7 (B. & 
S.), 0,106 sq. cm. in cross section and 160 cm. mean length of 
turn. The 20 spools are connected in series. How many 
amperes and how many volts are required for the excitation of 
this alternator field, if the resistivity of copper is 1.8 X 10"' 
ohms per cm.' * 

Since 616 turns on each field spool are used, and 4280 ampere- 
turns required, the current is — — r = 6.95 amperes. 
616 

centimeter, and should not be 
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12 ELEMENTS OF ELECTRICAL ENGINEERING. 

The resistance of 20 spools of 616 turns of 160 cm. length, 
0.106 sq. cm. section, and 1.8 x lO"* resistivity is, 
( 20 X 616 X 160^X 1.8 X IQ-* o, ^ . 

-0106 = ^-2 °*"°«' 

and the e.m.f. required 6.95 X 33.2 = 230 volts. 



3. GENERATION OF E.M.F. 



——^S. A closed conductor, convolution or turn, revolving in a 

coagnetic field, passes during each revolution through two 

^positions of maximum inclosure of lines of magnetic force 

/ A in Fig. 4, and two postions of zero inclosure of lines of mag- 

/ netic force B in Fig. 4. 



Ilg. 4. G«tieratiou of e.m.f, 

, Thus it cuts during each revolution four times the Unes of 
force inclosed in the position of maximum inclosure. 

If "I" = the maximum number of lines of flux inclosed by 
the conductor, /= the frequency in revolutions per second or 
cycles, and n = number of convolutions or turns of the con- 
ductor, the lines of force cut per second by the conductor, and 
thus the average generated e.m.f. is, 

E= 4/0* absolute units, 
= 4/71*10-" volte. 
If/is given in hundreds of cycles, * in megalines; 
E = ifn^ volts. 

If a coil revolves with uniform velocity through a uniform 
magnetic field, the magnetism inclosed by the coil at any instant 
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GENERATION OF E.M.F. 13 

where ^ ^ the maximum magnetism inclosed by the coil and 
r = angle between coil and its position of maximum inclosure 
of magnetism. 

The e.m.f. generated in the coil, 
which varies with the rate of cut- 
ting or change of * cos r, is thus, 



L 




« = £, sin T, *j ^- - /lY f *™* 

where E^ is the maximum value 

of e.m.f., which takes place for 

r = 90°, or at the position of zero Pig. 5. GeneraUon of o. 

inclosure of magnetic flux, since '■y Botwiou. 

in this position the rate of cutting is greatest. 



E = -E,. t 

w 

Since, however, we found above that, 

E = 4/n* is the average generated e.m.f., 

it follows that 

£, = 2 )r/n* is the maximum, and 
e = 2 w/n* sin r the inatarUanemts generated e.m.f. 

The interval between like poles forms 360 electrical-space 
d^rees, and in the two-pole model these are identical with the 
mechanical-space degrees. With uniform rotation, the space 
angle, t, is proportional to time. Time angles are designated by 
0, and with uniform rotation d= t, r being measured in elec- 
trical-space degrees. 

The period of a complete cycle is 360 time degrees, or 2 ;r or 

- seconds. In the two-pole model the period of a cycle is that of 

•' 1 

one complete revolution, and in a 2 n^-pole machine, ~ of that 

of one revolution. 

■fliUB, d=2^ft 

« = 2 )r/n* ffln 2 itfl. 
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14 ELEMENTS OF ELECTRICAL ENGINEERING. 

If the time is not counted From the moment of maximum 
inelosure of magnetic flux, but f, = the time at this moment, 
we have ^^^ ^^^^ ^^ 2 ^f(t _ tj 

or, e=2)r/n*ain(ff - ff,). 

Where d,= 2 71ft, is the angle at which the position of max- 
imum inelosure of magnetic flux takes place, and is called its 
phase. 

These e.m.fs. are alternating. 

If at the moment of reversal of the e.m.f. the connections 
between the coil and the external circuit are reversed, the e.m.f, 
in the external circuit is pulsating between zero and £„, but 
has the same average valiie E. 

If a number of coils connected in series follow each other 
successively in their rotation through the magnetic field, as the 
armature coils of a direct-current machine, and the connections 
of each coil with the external circuit are reversed at the moment 
of reversal of its e.m.f., their pulsating e.m.fs. superimposed in 
the external circuit make a more or less steady or continuous 
external e.m.f. 

The average value of this e.m.f. is the sum of the average values 
of the e.m.fs, of the individual coils. 

Thus in a direct-current machine, if * = maximum flux in- 
closed per turn, n = total number of turns in series from commu- 
tator brush to brush, and / = frequency of rotation through the 
magnetic field. 

£ = 4 /n* = generated e.m.f. (* in megalines, / in 
hundreds of cycles per second). 

This is the formula of the direct-currerU. generator . 

EXAMPLES. 

17. (1.) A cireular wire coil of 200 turns and 40 cm. mean 
diameter is revolved around a vertical axis. What is the 
horizontal intensity of the magnetic field of the earth, if at a 
speed of 900 revolutions per minute the average e.m.f. generated 
in the coil is 0.028 volts? 

The mean area of the eoil is — ^ = 1255 sq. cm.,^»thus the 
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terrestrial flux inclosal is 1255 3C, and at 900 revolutions per 
minute or 15 revolutions per second, this flux is cut 4x 15 — 60 
limes per second by each turn, or 200 X 60 — 12,000 times by 
the coil. Thus the total number of hues of magnetic force cut 
by the conductor per second is 12,000 X 1255 X - 0.151 X 10* 
3C, and the average generated e.m.f. is 0.151 3C volts. Since 
this is = 0.028 volts, X = 0.186. 

i8. (2.) In a 550-volt direct-current machine of 8 poles and 
drum armature, running at 500 rev. per min., the average volt- 
age per commutator segment shall not exceed 11, each armature 
coil shall contfun one turn only, and the number of commutator 
segments per pole shall be divisible by 3, so as to use the machine 
as three-phase converter. What is the magnetic fiux per field- 
pole? 

550 volts at 11 volts per commutator segment pvea 50, or 
as next integer divisible by 3, n = 51 segments or turns per 
pole. 

8 poles give 4 cycles per revolution, 500 revs, per min. gjves 
500/60 = 8.33 revs, per sec. Thus the frequency is, /= 4 X 8.33 
" 33.3 cycles per sec. 

The generated e,m.f. \sE = 550 volta, thus by the formula of 
direct-current generator, 

E = 4/n*, 
or, 550=4X0.333X51*, 

* = 8.1 megalines per pole. 

19. (3.) What is the e.m.f. generated in a single turn of a 20- 
pole alternator running at 200 rev. per min., through a mag- 
BeUc field of 6.4 megalines per pole? 

The frequency is /= ^^ ^ = 33.3 cycles. 

e = B„ sin r, 
J?,= 2n/n*, 
*=6.4, 
n= 1, 
/= 0.333. 

Thus, E^~2 7cX 0.333 X 6.4 - 13.4 volta maxunum, or 

e - 13.4 sin 9. 
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16 ELEMENTS OF ELECTRICAL ENOINEERINO. 

4. POWER Ain> EFFECTIVE VALUES. 

30. The power of the continuous e.m.f., E producing con- 
tinuous current I is P = EI. 

The e.m.f. consumed by resistance r is £, ~ Ir, thvs the 
power consumed by resistance r is /* = Pr. 

Either E, = E, then the total power in the circuit is con- 
sumed by the resistance, or £,< E, then only a part of tiie 
power is consumed by the resistance, the remainder by some 
counter e.m.f., E — £,. 

If an alternating current i = /, sin 6 passes through a resist- 
ance r, the power consumed by the resistance ia, 

tV = /,Vsin'a = ^(l -C082tf), 

thus varies with twice the frequency of the current, between 
xero and /,V. 
The average power consumed by resistance r is, 

.vg.(.V)-f-(^)'r 

since avg, (cos) = 0. 

Thus the alternating current i = /g sin 6 consumes in a resist- 
ance r the same effect as a continuous current of inten^ty 

-^- 

The value / = — "- i 

nating current i = /„ sin 6; since it pves the same effect. 

Analogously E = —h is the effective value of the alternating 
v2 
e.m.f., e =• £^, sin 9. 

Since E, = 2 jr/h*, it follows that 

E=V2 7rfni 

= 4.44/n*, 

is the effective altemating e.m.f., generated in a coil of n tunis 
rotating at a frequency of / (in hundreds of cycles per second) 
through a magnetic field of ^ megalines of force. 
This is the formula of the aUemating-current generator. 
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31. The formula of the direct-current generator, 

holds even if the e.m.fs. generated in the individual turns are 
not sine waves, since it is the average generated e,m,f. 
The formula of the alternating current generator, 

E=y/2 nfn^, 

does not hold if the waves are not sine waves, since the ratios of 
average to maximum and of maximum to effective e.m.f. are 
changed. 

If the variation of magnetic flux is not sinusoidal, the effective 
generated alternating e.ra.f. is, 

E=tV2 7ifn^. 

7 is called the form factor of the wave, and depends upon 
its shape, that is the distribution of the magnetic fiux in the mag- 
netic field. 

Frequently form factor is defined as the ratio of the effec- 
tive to the average value. This definition is undesirable since it 
^ves for the sine wave, which is always considered the standard 
wave, a value differing from one, 

EXAMPLES. 

22. (1.) In a star connected 20-pole three-phase machine, 
revolving at 33.3 cycles or 200 rev, per min., the magnetic flux 
per pole is 6.4 megalines. The armature contains one slot per 
pole and phase, and each slot contains 36 conductors. All these 
conductors are connected in series. What is the effective e.m.f. 
per circuit, and what the effective e.m.f, between the terminals 
of the machine? 

Twenty slots of 36 conductors give 720 conductors, or 360 
turns in series. Thus the effective e.m.f. is, 

E^=V2 nfn^ 

= 4.44 X 0.333 X 360 X 6.4 
= 3400 volts per circuit. 

The e.m.f. between the terminals of a star connected three- 
phase machine is the resultant of the e.m.fs. of the two phases. 
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18 ELEMENTS OF ELECTRICAL ENGINEERING. 

which differ by 60 degrees, and is thus 2 sin 60° = Vs times 
that of one phase, thus, 

E=E,VS 
= 5900 volts effective. 

23. (2.) The conductor of the machine has a section of 

22 sq. cm. and a mean length of 240 cm. per turn. At a resis- 
tivity (resistance per unit section and unit length) of copper 

01 p= 1.8 X 10"^, what is the e.m.f. consumed in the machine 
by the resistance, and what the power consumed at 450 kw. 
output? 

450 kw. output is 150,000 watts per phase or circuit, thus 

150 000 
the current / = ' = 44.2 amperes effective. 

The resistance of 360 turns of 240 cm. length, 0.22 sq. cm. 
section and 1.8 X 10~" resistivity, is 

360 X 240 X 1.8 X 10-* ^t. i, ■ ■* 

r = — = 0.71 ohms per circuit. 

0.22 '^ 

44.2 amp. X 0.71 ohms pves 31.5 volts per circuit and (44.2)' 
X 0.71 = 1400 watts per circuit, or a total of 3 X 1400= 4200 
watts loss. 

24. (3.) What is the self-inductance per wire of a three- 
phase line of 14 miles length consisting of three wires No. 
(/d= 0.82 cm.), 45 cm. apart, transmitting the output of this 
450 kw. 5900-volt three-phase machine? 

450 kw. at 5900 volts gives 44.2 amp. per line. 44.2 amp. 
effective ^ves 44.2 v'2 = 62.5 amp. maximum. 

14 miles = 22,400 ra. The magnetic flux produced by / 
amperes in 1000 m. of a transmission line of 2 wires 45 cm. 
apart and 0.S2 cm. diameter was found in paragraph 1, example 
3, as 2 * = 0.188 X 10* /, or * = 0.094 X 10* / for each wire. 

Thus at 22,300 m. and 62.5 amp. maximum, the flux per 
wire is 

* = 22.3 X 62.5 X 0.094 X 10* = 131 megalines. 

Hence the generated e,m.f,, effective value, at 33.3 cycles is, 
E=V2ff/* 
= 4.44 X 0.333 X 131 
= 193 volts per line; 
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the TmLTiTniiTn value is, 

E^ = B X V2 = 21 Z volts per line; 
and the instantaneous value, 

c = S, sin (fl - ff,) = 273 sin {d - tf,); 
or, since ff = 2 Ttft = 210 (, we have, 

c = 273 sin 210 (i - (,). 

25. (4.) What is the form 
factor (a) of the e.ni.f. gene- 
rated in a single conductor of 
a direct-current machine hav- 
ing 80 per cent pole arc and 
negUgible spread of the mag- 
netic flux at the pole comers, 
and (6) what is the form fac- 
tor of the voltage between two 
collector rings connected to 
diametrical points of the ann- 
ature of such a machine? 

(a.) In a conductor during 
the motion from position A, 
shown in Fig. 6, to position 

B, no e.m.f. is generated; ^'K' "• DlaKt*"! of Bipolar Generator, 
from position B to C a constant e.m.f. e is generated, from 
C to E again no e.m.f,, from E Ut F & constant e.m.f. — e, 



T 



Fig. T. E.m.f. of a Single Couductor, Direcl-CurreDt BtacliiDe 
80 per cent Pole Arc. 



^id from F to A again : 
as shown in Fig. 7. 
The average e.m.f. is 



e.m.f. The e.m.f. wave thus is 



= 0.8 e; 
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hence, with this average e.ra.f., if it were a sine wave, the maxi- 
mum e.m.f. would be 



and the effective e.m.f. would be 

The actual square of the e.m.f. is e* for 80 per cent and zero for 
20 per cent of the peiiod, and the average or mean square thua is 

0.8 e", 
and therefore the actual effective value, 

The form factor y, or the ratio of the actual effective value 
e^ to the effective value c, of a sine wave of the same mean 
value and thus the same magnetic flux, then is 
e. VTq 

= 1.006; 
that is, practically unity. 

(!),) ^Vhile the collector leads a, h move from the position F, 
C, as shown in Fig. 6, to B, E, constant voltage E exists between 
them, the conductors which leave the field at C being replaced 
by the conductors entering the field at B. During the motion 
of the leads a, b from B,EtoC, F, the voltage steadily decreases. 




Fig. B. E.m.f. between two Collector Kings connected to Diametrical Points 
of the Armature of a Bipolar Macliine having 80 per cent Pole Arc. 

reverses, and rises again, to — E, as the conductors entering the 
field at E have an e.m.f, opposite to that of the conductors 
leaving at C. Thus the voltage wave is, as shown by Fig. 8, 
triangular, with the top cut off for 20 per cent of the half wave. 
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SELF-INDUCTANCE AND MUTUAL INDUCTANCE. 21 
Then the average e.m,f. is 

e, = 0.2 S + 2 X ^~- - 0.6 E. 
The maximum value of a sine wave of this average value is 

e, =|c, = 0.3 kE, 
and the effective value corresponding thereto is 

' V2 V2 

The actual voltage square ia £■ for 20 per cent of the time, and 
rising on a parabolic curve from to E' during 40 per cent of the 
time, as shown in dotted lines in Fig. 8. 

The area of a parabolic curve is width times one-thini of 
height, or ^^p^ 

3 ' 
hence, the mean squam of voltage is 

and the actual effective voltage is 
hence, the form factor is 

or, 2.5 per cent higher than with a sine wave. 

5. SELF-nroUCTARCE A]7D MUTUAL HfDUCTAKCE. 

26. The number of interlinkages of an electric cireuit with 
the Unes of magnetic force of the flux produced by unit current 
in the circuit is called the indtictaTwe of the circuit. 

The number of interlinkages of an electric circuit with the 
lines of nmgnetic force of the flux produced by unit current in 
a second electric circuit is called the mutual inductance of the 
second upon the first circuit. It is equal to the mutual induc- 
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taoce of the first upon the second circuit, a& will be seen, 
and thus is called the mutual inductance between the two 
circuits. 

The number of interlinkages of an electric circuit with the 
lines of magnetic flux produced by unit current in this circuit 
and not interiinked with a second circuit is called the self- 
inductance of the circuit. 

If i = current in a circuit of n turns, * = flux produced 
thereby and interlinked with the circuit, n4> is the total number 



If ^ is proportional to the current i and the number of 
turns n, 

* = — , and L = — the inductance. 
eft (ft 

a is called the reluctance and m" the ra.m.E. of the magnetic 
circuit. 

In magnetic circuits the reluctance (R has a position similar 
to that of resistance r in electric circuits. 

The reluctance (ft, and therefore the inductance, is not 
constant in circuits containing magnetic materials, such as 
iron, etc. 

If A, is the reluctance of a magnetic circuit interlinked with 
two electric circuits of n, and n, turns respectively, the flux 
produced by unit current in the first circuit and interlinked with 

the second circuit is -"■ and the mutual inductance of the first 
fll, 

upon the second circuit \s M = -"— ' , that is, equal to the 

mutual inductance of the second circuit upon the first circuit, 
as stated above. 

If no flux leaks between the two circuits, that is, if all flux is 
interlinked with both circuits, and L^ = inductance of the first, 
L, = inductance of the second circuit, and M = mutual induc- 
tance, then 

M* = L,L,. 

If flux leaks between the two circuits, then Af' < L^LJ. 
In this case the total flux produced by the first circuit con- 
sists of a part interlinked with the second circuit also, the mu- 
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tUfU inductance, and a part passing between the two circuits, 

that is, interlinked with the iirst circuit only, its self-inductance. 

27. Thus, if Lj and L, are the inductances of the two circuits, 



and second circuit respectively. 



with the second circuit also, M being the mutual inductance 

and — •- - — 1 H 

"1 "i "» 
TTius, if 

L, and L, =■ inductance, 
L,, and L^ = self-inductance, 

M = mutual inductance of two circuits of n and 
n, turns respectively, we have 

n, n, n, n, n, n, 

or L, - L„ + ^M L, - L,, + ^M, 

or 3f = (Z-. - L.,) (L, - L^). 

The practical unit of inductance is 10* times the absolute 
unit or 10* times the number of iuterlinkages per ampere (since 
1 amp. =0.1 unit current), and is called the henry (h); 0.001 
of it is called the milkenry (mh,). 

The number of interlinkages of i amperes in a circuit of 
L henry inductance is iL 10* lines of force turns, and thus 
the e.m.f. generated by a change of current di in time dt is 

di , 



A change of current of one ampere per second in the circuit 
of one henry inductance generates one volt. 
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EXAMPLES. 

28. (1.) What is the inductance of the field of a 20-pole 
alternator, if the 20 field spools are connected in series, each 
epool contains 616 turns, and 6.95 amperes produces 6.4 mega- 
lines per pole? 

The total number of turns of all 20 spools is 20 X 616 = 12,320. 
Each is interlinked with 6.4 X lO' lines, thus the total number 
of interlinkages at 6.95 amperes is 12,320 X 6.4 X 10" = 78 X 10*. 

6.95 amperes = 0.695 absolute units, hence the number of 
interlinkages per unit current, or the inductance, is 

^■=112xl0. = 112he„,ys. 

29. (2.) What is the mutual inductance between an alter- 
nating transmission line and a telephone wire carried for 10 miles 
below and 1.20 m. distant from the one, 1.50 m. distant from 
the other conductor of the alternating line? and what is the 
e.m.f. generated in the telephone wire, if the alternating cir- 
cuit carries 100 amperes at 60 cycles? 

The mutual inductance between the telephone wire and the 
electric circuit is the magnetic flux produced by unit current 
in the telephone wire and interlinked with the alternating cir- 
cuit, that is, that part of the magnetic flux produced by unit 
current in the telephone wire, which passes between the dis- 
tances of 1.20 and 1.50 m. 

At the distance It from the telephone wire the length of mag- 
netic circuit is 2 idi. The magnetizing force «K = —j- if / = 
current in telephone wire in amperes, and the field intensity 
K = 0.4;t3( = ^y^, 

,. 0.2 «., _ 



XI. A r'" 0.2 II 

thus, * =/ —J — 



I = 10 miles = 1610 X l(f cm. 

dlr 

150 _ ,. , 
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or, 72 / lO* interlinkagesj hence, for / = 10, or one absolute 

unit, 
thus, Af = 72 X 10* absolute units, = 72 X 10"' henrys = 
0.72 mh. 
100 amperes effective or 141.4 amperes maximum or 14.14 
absolute units of current in the transmission line produces a 
maximum flux interlinked with the telephone line of 14.14 X 
0.72 X 10"' X IC =- 10.2 megalines. Thus the e.m.f. generated 
at 60 cycles is 

E = 4.44 X 0.6 X 10.2 - 27.3 volts effective. 

6. SELF-INDUCTANCE OF CONTINUODS-CXJRHEHT 
CIRCUITS. 

30. Self-inductance makes itself felt in continuous-current 
circuits only in starting and stopping or in general when the 
current changes in value. 

Starting of Current. If r = resistance, L = inductance of 
circuit, E = continuous e.m.f. impressed upon circuit, t •• 
current in circuit at time ( after impressing e.m.f. E, and di the 
increase of current during time moment dl, then the increase of 
magnetic interlinkages during time dt is 

Ldi, 
and the e.m.f. generated thereby is 

By Lentz's law it is negative, since it is opposite to the impressed 
e.m,f., its cause. 
Thus the e.ra.f, acting in this moment upon the circuit is 

r dt 





S + e, 


'"-"-i 


and the current is 

t 


E + e, 

T 


F 7* 

'^-''dT 


or, transposing, 


rdt 
' L 


di 

- . E- 
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26 ELEMENTS OF ELECTRICAL ENGINEERING. 

the integral of which is 



-^-log.(.-f-)-log.c. 



where — log/: = integration constant. 
This reduces to 





% = 


r 


T. 


at i = 0, t 


= 0, and thus 


r 




Substituting this value, the current 


is 




i = 


fO- 


-> 


and the e.n] 


.f . of inductance is 






C( >= ir 


-E =- 


B,-'i 


At(- «., 


i* = 


E 

— , e 
r 


, -0. 


Substituting these values, 

i = 


i.{i- 


r?) 


and 









The expression « = y is called the ^'iime am^a-nt of the cir- 
cuit. " * 

* The name time conatant dates back to the eariy days of telegrapher, whem 
it waa applied to the ratio: — , that is, the reciprocal of what is above denoted 
as time constant. This quantity which had gradually come into disuse, again 
became of importance when investigating transient electric phenomena, and 
in this work it was found more convenient to denote the value j as time con- 
stant, since this value appears as one t«rm of the more general time constant 
of the electric circuit: I y + pj- (Theory and Calculation of Tranuent E3eo- 
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Substituted in the foregoing equation this gives 

•■=f (-=-') 

e, = - Et-". 

At(-i 
u 

€.=-- 0i368S. 

r 
t 
31. Slopping of Current, In a circuit of inductance L and 

resistance r, let a current t, ■= - be produced by the impressed 

e.m.f. E, and this e.m.f. E be withdrawn and the circuit closed 
through a resistance T^. 

Let the current be i at the time t after withdrawal of the 
e.m.f. E and the change of current during time moment dt he di. 
di is negative, that is, the current decreases. 
The decrease of magnetic interlinkages during moment dt ia 

Ldi. 
Thus the e.m.f. generated thereby is 
, di 

It is negative since di is negative, and e^ must be positive, that 
is, in the same direction as £, to muntain the current or oppose 
the decrease of current, its cause. 
Then the current is 

■ _ C| L di . 

~r + r, ~ r + r, (ft' 
or, transposing. 



the integral of which is 

T + T, 



J—' ( = log. i - log^, 
where — log,c = integration constant. 
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This reduces to i = ct ^ ' 

for ( - 0, t. = - - c. 

Substituting this value, the current is 

% = — t ^ > 

r 
and the generated e.m.f. is 



Substituting i, =— , the current is 



and the generated e.m.f. is 

e, = i„ {r + Ti) e ^ ' 

At ( = 0, 

pL + A 
r 

that is, the generated e.m.f, is increased over the previously 
impressed e.m.f. in the same ratio as the resistance is increased. 
When Tj = 0, that is, when in withdrawing the impressed 
e.in.f. E the circuit is short-circuited, 

t = — e L = is L the current, and 
r 

e, = B «""T = i^t~ t the generated e.m.f. 

In this case, at ( = 0, Ci = E, that is, the e.m.f. does not rise. 

In the case Tj = oo, that is, if in withdrawing the e.m.f. E, 
the circuit is broken, we have ( = and 6, = oo, that is, the 
e.m.f, rises infinitely. 

The greater r„ the higher is the generated e.m.f. e„ the faster, 
however, do e, and i decrease. 

If r, = r, we have at ( = 0, 



= 2E, i-V 
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and e,, -ij- = E; 

that is, if the external resistance r^ equals the internal resistance 
r, at the moment of withdrawal of the e.m.f. E the terminal 
voltage is E. 

The effect of the e.m.f. of inductance in stopping the current 
at the time t is 

ie^ = i^ {r + rj e ^ ; 

thus the total energy of the generated e.m.f. 

that is, the energy stored as magnetism in a circuit of current i, 
and inductance L is 

which is independent both of the resistance r of the circuit and 
the resistance r, inserted in breaking the circuit. This energy 
has to be expended in stopping the current. 

EXAMPLES. 

32. (1.) In the alternator field in Section 1, Example 4, Sec- 
tion 2, Example 2, and Section 5, Example 1, how long a time 
after impressing the required e.m.f. E= 230 volts will it take for 
the field to reach (a) J strength, (6) ifij strength? 

(2.) If 500 volts are impressed upon the field of this alternator, 
and a non-inductive resistance inserted in series so as to give 
the required exciting current of 6.95 amperes, how long after 
impressing the e.m.f. E = 500 volts will it take for the field to 
reach (a) J strength, (6) A strength, (c) and what is the resist- 
ance required in the rheostat? 

(3.) If 500 volts are impressed upon the field of this alter- 
nator without insertion of resistance, how long will it take for 
the field to reach full strength? 

(4.) With full field strength what is the energy stored as 
magnetism? 
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(1.) The resistance of the alternator field is 33.2 ohms (Section 
2, Example 2), the inductance 112 h. (Section 5, Example 1), 
the impressed e.m.f. is £ = 230, the final value of current i^ » 

— = 6.95 amperes. Thus the current at time t, is 
= 6.95 (1 - «-*-'*'). 



,-o.«>t ^ 0.5, - 0.296 (log e = log 0.5, ( = „ J^^.^'^ , and ( 
0.296 log* 



(t.) A strength: i = 0.9 \, hence (1 - £-«■*•') ^ 0.9, and 
( = 7.8 seconds 

(2.) To get i^ = 6,95 amperes, with E = 500 volts, a resist- 
ance r = ——; = 72 ohms, and thus a rheostat having a resist- 
6.95 

anee of 72 - 33.2 - 38.8 ohms is required. 

We then have 

i = i,(l-rE) 

= 6.95 (1 - *-*■•"'). 

(a.) i = ^, after ( = 1.08 seconds. 

(6.) i = 0.9 i„, after t = 3.6 seconds. 

(3.) Impressing E = 500 volts upon a circuit of r — 33.2, 
L = 112, gives 

. = f(i-a) 

- 15.1 (1 - t-~')- 
i — 6,95, or full field strength, gives 

6.95 - 15.1 (1 - !-•""). 
1 _ jJ-""! _ 0.46 

and t = 2.08 seconds. 
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(4.) The stored enei^ is 

^ - 6-95' X 112 _ 2720 wat^eeeonds or joules 

- 2000 foot-pouods. 
(1 joule = 0.736 foot-pounds.) 

Thus in ease (3), where the field reaches full strength in 2.0f 
2000 
' 2.08 
per second, = 1.75 hp. 

In breaking the field circuit of this alternator, 2000 foot- 
pounds of energy have to be dissipated in the spark, etc. 

33. (5.) A coil of resistance r — 0.002 ohm and inductance 
L — 0.005 milhenry, carrying current /'°>90 amperes, is short- 
circuited. 

(a.) What is the equation of the current after short cir- 
cuit? 

(b.) In what time has the current decreased to 0.1, its initial 
value? 



Co.) i~I, •■ 




-90.-"". 




(6.) t - 0.1 ;, .-"' 


- 0.1, after ( - 0.00676 second. 



(6.) When short-circuiting the coil in Example 5, an e.m.f. 
^ - 1 volt is inserted in the circuit of this coil, in opposite di- 
rection to the current. 

(a.) What is equation of the current? 

(6.) After what time does the current become zero? 

(c.) After what time does the current reverse to its initial 
value in opposite direction? 

(d.) "What impressed e.m.f. is required to make the current 
die out in Yvni second? 

(e.) -What impressed e.m.f. E is required to reverse the current 
m TiArir second? 

(a.) If e.m.f. — E \b inserted, and at time i the current is 
denoted by i, we have 

'''Si' 



D„iz,db,Google 



32 ELEMENTS OF ELECTRICAL ENGINEERING. 

Thus, -B+e, = — E- L-^, the total e.m.f.; 

and 

■E +e, 



Transposing, 




and integrating, 



(f+^)-log.- 



L 

where — log, c = integration constant. 

F 

At i = 0, 1 = /, thus c = / + ~ ; 

r 

Substituting, 

;_(; + ?). -2-f, 

i - 590 «-••"' - 50O. 
((>.) i = 0, e-™' = 0.85, after I - 0.000405 second. 

(c.) i ; 90, <-•"' - 0.694, after ( - 0.00091 second. 

(d.) If t - at I - 0.0005, then 

- (90 + 500 E) I-"-' - ,'iOO E, 

E - 4y^ - 0.81 volt, 
e — 1 

(e.) If « I 90 at 1 - OOOl, then 

- 90 - (90 + 500 £) i^' - 500 B, 

B.OilOL+Xl^. 0.91 volt. 

1 — f^* 

7. INDUCTAHCE IN ALTERilATfflG-CURREHT CIRCOTTS. 

34, An alternating current i = I^ sin 2 rc/( or % = /, sin 9 
can be represented graphically in rectangular coordinates by a 
curved line as shown in Fig. 9, with the instantaneous values 
i as ordinates and the time (, or the arc of the angle correspond- 
ing to the time, S -= 2 -//, as abscissas, counting the time from the 
zero value of the rising wave as zero point. 
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If the zero value of current is not chosen as zero point of time, 
the wave is represented by 

1- />n2;r/(i -I'), 
or i " /„sin (0 -6'), 




Fig. 9. Altemating Sloe Wave, 

where t' and O' are respectively the time and the corresponding 
angle at which the current reaches its zero value in the ascen- 
dant. 

If such a sine wave of alternating current i = I^€ia2nft or 
i = /„ sin d passes through a circuit of resistance r and induc- 
tance L, the magnetic flux produced by the current and thus its 
interlinkages with the current, iL = 7,L sin d, vary in a wave 
hne similar also to that of the current, as shown in Pig, 10 as *. 




Tile e,m.f. generated hereby is proportional to the change of 
iL, and is thus a maximum where iL changes most rapidly, or at 
its zero point, and zero where iL is a maximum, and according 
to Lentz's law it is positive during falling and negative during 
rising current. Thus this generated e.m.f. is a wave following 

the wave of current by the time ( = -f , where (. is time of one 
4 

complete period, = -^j or by the time angle 6 = 90*. 
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This e.m.f. is called the counter e.m.f. of inductance. It is 



2 ff/L/, COB 2 nft. 

It is shown in dotted line in Fig. 10 as e,'. 

The quantity 2 k/L is called the indudive reactance of the 
flircuit, and denoted by x. It is of the nature of a resistance, 
and expressed in ohms. If L is given in 10* absolute units or 
henrys, x appears in ohms. 

The counter e.m.f. of inductance of the current, t - /, sin 
2 Ttft = /, sin 5, of effective value 

7='^-., is 

V2 

e,' = — i/|, cos 2nfl = ~ i/, cos d, 
having a maximum value of x/, and an effective value of 

* V2 

that is, the effective value of the counter e.m.f. of inductance 
equals the reactance, x, times the effective value of the current, 
7, and lags 90 time degrees, or a quarter period, behind the 
current.' 
35- By the counter e.m.f. of inductance, 

e,' = — x7„ cos 6, 

which is generated by the change in flux due to the passage of 
the current i " I, sin through the circuit of reactance i, an 
equal but opposite e.m.f. 

e, = i7j cos $ 

is consumed, and thus has to be impressed upon the circuit. 
This e.m.f. is called the e.m.f. consumed by indtuAance. It is 
90 time degrees, or a quarter period, ahead of the current, and 
shown in Fig. 10 aa a drawn line e,. 

Thus we have to distinguish between counter e.m.f. of induc- 
tance 90 time degrees lagging, and e.m.f. consumed by inductance 
90 time degrees leading. 
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These e.m.f3. stand in the same relation as action and reaction 
in mechanics. They are shown in Fig. 10 as e/ and as e,. 

The e,m.f. consumed by the resistance r of the circuit is pro- 
portional to the current, 

Bj ■»■ n = r/j sin d, 

and in phase therewith, that is, reaches its maximum and its 
zero value at the same time as the current i, as shown by drawn 
Une e, in Fig. 10. 

Its effective value is £, = r/. 

The resistance can also be represented by a (fictitious) counter 
e.m.r., 

e/ = - r/„ sin $, 

opposite in phase to the current, shown as e/ in dotted line in 
Fig. 10. 

The counter e,m.f. of resistance and the e.m.f. consumed by 
resistance have the same relation to each other as the counter 
e.m.f. of inductance and the e.m.f. consumed by inductance or 
inductive reactance. 

36. If an alternating current t = /„ sin 6 of effective value 

/ = —^ exists in a circuit of resistance r and inductance L, that 

V2 
is, of reactance i = 2 n/L, we have to distinguish : 

E.m.f. consumed by resistance, e, = r/, sin $, of effective 
value E, = rl, and in phase with the current. 

Counter e.m.f. of resistance, e/ = — r/j sin 9, of effective 
value S, — rl, and in opposition or 180 time degrees displaced 
from the current. 

E,m,f . consumed by reactance, e^ = xl„ cos 0, of effective 
value E, =■ xl, and leading the current by 90 time degrees or a 
quarter period. 

Counter e,m.f. of reactance, e/ = — x/, cos 0, of effective 
value E,' = xl, and lagging 90 time degrees or a quarter period 
behind the current. 

The e.m.fs. consumed by resistance and by reactance are the 
e.m.fs. which have to be impressed upon the circuit to overcome 
the counter e.m.fs. of resistance and of reactance. 

Thus, the total counter e.m.f. of the circuit is 

e' = e,' + «,' = ~ /„ (r sin ff + I cos 0), 
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and the total impressed e.m.f., or e.m,f, consumed by the circuit, 
. is 

e = «! + e, = /, (r sin ^ + I COB d). 
Substituting 

- = tan ^a and 
r 

it follows that 

X = 2 sin (?„, r =- z cos 9^ 

and we have as the total impressed e.m.f, 

c = «/,sin{fl + O. 
shown by heavy drawn line e in Fig. 10, and total counter e.m.f. 

e' 2/,siD(tf + «,), 

shown by heavy dotted line e' in fig, 10, both of effective value 

e - zl. 

For d •= — d^, e = 0, that is, the zero value of e is ahead of 

the zero value of current by the time angle ff„, or the current lags 

behind the impressed e.m.f. by the angle 0^. 

d^ is called the angle of time lag of the current, and z = Vr* + i" 
the impedance of the circuit, e is called the e.m.f. consumed by 
impedance, e* the counter e.ra.f, of impedance. 
Since E, — rlis the e,m.f. consumed by resistance, 
B, = i/ is the e.m.f. consumed by reactance, 
and E = zl ^ v r" + i* / is the e,m,f. consumed by impe- 
dance, 

we have 

E = V'Ef^E"*, the total e.m.f. 
and E^ = B cos i?„ 

£f, — B,8in flj, its components. 
The tangent of the angle of lag is 

tans -J.2i!&, 
r r 

and the time constant of the circuit is 

■^ - 2 ff/ cot ffy 
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The total e,m.f., e, impressed upon the circuit consists of two 
components, one, e^, in phase with the current, the other one, e„ 
in quadrature with the current. 

Their effective values are 

B, E cos (?„ E sin d^. 

EXAMPLES. 

37. (1.) What is the reactance per wire of a transmission 
line of length I, if Id = diameter of the wire, I, — spacing of the 
wires, and/ = frequency? 




If / = current, in absolute units, in one wire of the trans- 
mission line, the m.m.f. is /; thus the magnetizing force in a 

zone dlx at distance Ix from center of wire (Fig, 11) is 3C = ^^^^ 

and the field intensity in this zone is3C = 47c3C=2— ■ Thus 
the magnetic flux in this zone is 

hence, the total magnetic flux between the wire and the return 
wire is 

* = fd* = 211 r*^ « 2 fi log.1^) 

2 2 

neglecting the flux inside the transmission wire. 



DgitzedbvGoOgle 



38 ELEMENTS OF ELECTRICAL ENQINEERINO. 

The inductance is 



2 I 
= 21 log, -T-* 10~* henrya, 

id 

2 U 
and the reactance x = 2 nfL = 4 Ttfl log, -j— , in absolute units; 

id 

21 
or X — ii^fl log, ^ 10 "*, in ohma. 

Id 

38. (2.) The voltage at the receiving end of a 33.3-cycle 
threephase transmission line 14 miles in length shall be 5500 
between the lines. The line consists of three wires, No. B. A 
S. (Id -0.82 cm.), 18 in. (45 cm.) apart, of resistivity p " 1.8 
X 10-*. 

(a.) What is the resistance, the reactance, and the impedance 
per line, and the voltage consumed thereby at 44 amperes? 

(6.) What is the generator voltage between lines at 44 amperes 
to a non-inductive load? 

(c.) What is the generator voltage between lines at 44 amperes 
to a load circuit of 45 time degrees lag? 

(d.) What is the generator voltage between lines at 44 amperes 
to a load circuit of 45 time degrees lead? 

Here / = 14 miles = 14 X 1.6 X Iff = 2.23 X 10* cm. 
lj= 0.82 cm. 

Hence the cross section, A = 0.528 sq. cm. 

, . t, . . ,. i 1.8 X 10-" X 2.23 X 10* 
(a.) Resistance per Ime, ^ = P-j = W^r ^~"^ 

- 7.60 ohms. 

Reactance per line, i ^ ^ .... .„6, , 
id 
2.23 X 10" X log, 110 X 10"* = 4.35 ohms. 

The impedance per line, « = Vr' + 3? = 8.70 ohms. Thus 
if / =- 44 amperes per line, 

the e.m.f. consumed by resistance is B, = r/ ™ 334 volts, 
the e.m.f. consumed by reactance is B, = 1/ = 192 volts, 
and the e.m.f, consumed by impedance is fi, =- e/ = 385 volta. 
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(6.) 5500 volts between lines at receiving circuit give 



5500 
V3 ' 



, the voltage per line at 



3170 volts between line and neutral or zero point (Fig. 12), 
or per line, corresponding to a maximum voltage of 3170 v^ = 
4500 volts. 44 amperes effective per line gives a maximum 
value of 44 V2 = 62 amperes. 

Denoting the current by i = 62 sin tf 
the receiving end with non-inductive 
load is e =■ 4500 sin 9. 

The e.m.f. consumed by resistance, 
in phase with the current, of effective 
value 334, and maximum value 334 
V2 = 472, is 

e, - 472 sin 6. 

The e.m.f. consumed by react&nee, 

90 time degrees ahead of the current, Rg. ^ yoluge Di>gram lor 
of effective value 192, and maximum a Tbrae-Phase Ciicuit. 

value 192 V2 - 272, is 

e, - 272 cos 6. 

Thus the total voltage required per line at the generator end 
of the line is 

«, = e + e, + c, = (4500 + 472) sin (? + 272 cos ff 
- 4972 sin tf + 272 cos d. 
272 




Denoting 



4972 



= tan 0„, we have 



tan 9 



272 



coad, 



' Vl + tan» d^ 4980 
1 4972 



v^l + tan* 5, 4980 

Hence, c„ — 4980 (sin 5 cos ^^ + cos ff sin 8^ 

- 4980 sin {0 + *,). 

Thus ff„ is the lag of the current behind the e.m.f. at the 
generator end of the line, -= 3.2 time degrees, and 4980 the 
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4980 
maximum voltage per line at the generator end; thus E^ = — = 

- 3520, the effective voltage per line, and 3520 V3 -= 6100, the 
effective voltage between the lines at the generator. 

(c.) If the current 

t = 62 sin 6 

lags in time 45 degrees behind the e.m.f. at the receiving end of 
the line, this e.m.f. is expressed by 

e = 4500 sin (S + 45) = 3170 (sin (? + cos 8); 
that is, it leads the current by 45 time degrees, or is zero at 5 "- 

— 45 time degrees. 

The e.m.f. consumed by resistance and by reactance being the 

same as in (6), the generator voltage per line is 

e, = « + e, + e, = 3642 sin + 3442 cos 0. 

3442 
Denoting r—— = tan fl„ we have 

e, = SOU sin (6 + O^}. 
Thus 5j, the time angle of lag of the current behind the gen- 
erator e.m.f., is 43 degrees, and 5011 the maximum voltage; 
hence 3550 the effective voltage per line, and 3550 V3 = 0160 
the effective voltage between lines at the generator. 

{d.) If the current i ■= 62 sin 6 leads the e.m.f. by 45 time 
degrees, the e.m.f. at the receiving end is 
e = 4500 sin (9 - 45) 
= 3170 (sin (? - cos 0). 
Thus at the generator end 

c, = c + e, -h e, = 3642 sin 6 - 2898 cos e. 

Denoting r~— = tan i9,. it is 

c„ =• 4654 sin {9 - 0^). 

Thus fffl, the time angle of lead at the generator, is 39 degrees, 
and 4654 the maximum voltage; hence 3290 the effective voltage 
per line and 5710 the effective voltage between Unes at the 
generator. 
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8. POWER m ALTERffATING-CURRENT CIRCUITS. 



of effective value / = — ^, in a circuit of resistance r and reac- 
V2 



39. The power consumed by alternating current i = /, sin 6 

if effective value / - 

tance x — 2 n/L, is 

p = et, 

where e = zl^ sin {0 + fl,) is the impressed e.m.f., consisting of 
the components 

e, = r/^sin 0, the e.m.f. consumed by resistance 
and e, =■ xl^ cos d. the e.m.f, consumed by reactance. 

2 = Vr* + i" is the impedance and tan ^, = - the time-phase 
angle of the circuit; thus the power is 

p = zl* sin 8 sin {S + (?,) 

= -^(cos fl, - cos (2 5 + 6^)) 
= zP (cos fl„ - COS (2 fl + ^J). 
Since the average cos (2 8 + 0^)-^ zero, the average power is 
P = zP cos 8^ 
= rP = E,I; 

that is, the power in the circuit is that consumed by the resistance, 
and independent of the reactance. 

Reactance or self-inductance consumes no power, and the 
e.m,f. of self-inductance is a wattless e.ni.f., while the e.ra.f. of 
resistance is a power e.m.f. 

The wattless e.m.f. is in quadrature, the power e.m.f. in phase- 
with the current. 

In general, li 8 = angle of time-phase displacement between 
the resultant e.m.f. and the resultant current of the circuit, 
/ = current, E = impressed e.m.f,, consisting of two com- 
ponents, one, E^ = E cos 8, in phase with the current, the other, 
E^ = E sin 8, in quadrature with the current, the power in the 
circuit is lE^ = IE cos 8, and the e.m.f . in phase with the current 
E, — Egos is a power e.m.f., the e.m.f. in quadrature with 
the current E, = E sin 8 & wattless or reactive e.m.f. 
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40. Thus we have to distinguish power e.m.f. and vxUtless or 
reactive e.m.f., or power component of e-m.f., in phase with the 
current and wattless or reactive component of e,m.f., in quadra- 
ture with the current. 

Any e.m.f. can be considered as consisting of two components, 
one, the power component, e^ in phase with the current, ^id 
the other, the reactive component, c„ in quadrature with the 
current. The sum of instantaneous values of the two com- 
ponents is the total e.m.f. 

e = c, + e,. 

If E, B„ E^ are the respective effective values, we have 



E " y/E^ + E^, since 
E^^ E cos 6, 

E^- Esia9, 

where 6 = time-phase angle between current and e.m.f. 

Analogously, a current / due to an impressed e.m.f. E with 
a time-phase angle S can be considered as consisting of two 
component currents, 

I, = I cos S, the power component of the current, and 

I, = I sin d, the vxUlless or reactive component of the current. 

The sum of instantaneous values of the power and reactive 
components of the current equals the instantaneous value of the 
total current, 

i, + t, = i, 
while their effective values have the relation 
/ = VlJ+7}. 

Thus an alternating current can be resolved in two com- 
ponentB, the power component, in phase with the e.m.f., and the 
wattless or reactive component, in quadrature with the e,m.f. 

An alternating e.m.f. can be resolved in two components, 
the power component, in phase with the current find the watt- 
less or reactive component, in quadrature with the current. 

The power in the circuit is the current times the e.m.f. times 
the cosine of the time phase angle, or is the power component 
of the current times the total e.m.f., or the power component of 
the e.m.f. times the total current. 
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EXAMPLES. 

41. (1.) What is the power received over the traosmLssion line 
in Section 7, Example 2, the power lost in the line, the power 
put into the line, and the eflSciency of transmission with non- 
inductive load, with 45-time-d^ree lag^ng load and 45-degree 
leading load? 

The power received per line with non-inductive load \aP = El 
= 3170 X 44 = 139 kw. 

With a load of 45 time d^rees phase displacement, P = EI 
cos 45° = 98 kw. 

The power lost per line P, = PR = 44* X 7.6 = 14.7 kw. 

Thus the input into the line P^ = P + P, = 151.7 kw. at 
non-inductive load, 
and = 111.7 kw. at load of 45 degrees phase displacement. 

The efficiency with non-inductive load is 

P 14 7 

p- = 1 - T^Tj ■= 90.3 per cent 

and with a load of 45 degrees phase displacement is 
P . 14.7 



The total output is 3 P = 411 kw. and 291 kw., respectively. 
The total input 3 i*, =■ 451.1 kw. and 335.1 kw., respectively. 

9. POLAR COORDINATES. 

43. In polar coordinates, alternating waves are represented, 
with the instantaneous values as radius vectora, and the time 
as an angle, counting left-lianded or counter clockwise, and one 
revolution or 360 degrees representing one complete period. 

The sine wave of alternating current i — /^ sin ff is repre- 
sented by a circle (Fig. 13) with the vertical axis as diameter, 
equal in length 01, to the maximum value I,, and shown as 
heavy drawn circle. 

The e.m,f. consumed by inductance, c, = xl„ cos d, is repre- 
sented by a circle with diameter OB^ in horizontal direction to 
the right, and equal in length to the maximum value, xl,. 

Analogously, the counter e.m.f. of self-inductance E,' is repre- 
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sented by a circle OE/, in Fig. 13; the e.ra.f. consumed by 
resistance r by circle Ofi, of a diame ter = fi,= rl^, and tlie 

counter e.m.f. of resistance E,' by circle OE/. 

The counter e.m.f, of impedance is represented by circle OE' 
of a diameter equal in length to E', and lagging 180 — 8^ behind 
the diameter of the current circle. This circle passes through 
the points E^ and E/, since at the moment 9 = 180 degrees, 




Fig. 13. Sine wa?es represented in Folar CooTdiuates. 



«/ = 0, and thus the counter e.m.f. of impedance equals the 
counter e.m.f. of reactance e' = c,', and at 6 = 270 degrees, 
c,' = 0, and the counter e.m.f. of impedance equals the counter 
e.m.f. of resistance ^ — e,'. 

The e.m.f. consumed by impedance, or the impressed e.m.f., 
is represented by circle OE having a diameter equal in length 
to E, and leading the diameter of the current circle by the angle 
8^. This circle passes through the points E, and E^ 

An alternating wave is determined by the length and direction 
of the diameter of its polar circle. The length is the maximum 
value or intensity of the wave, the direction the phase of the 
maximum value, generally called the phase of the wave. 
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43. Usually alternating waves are represented in polar co- 
ordinates by mere vectors, the diameters of their polar circles, 
and the circles omitted, as in Fig. 14. 




Fig. 16. Vector Diagr&m of two e.m.fs. Acting 



Two e.m.fs., e, and e„ acting in the same circuit, give a result- 
ant €.m.r. e equal to the sum of their instantaneous values. In 
polar coordinates e, and e, are represented in intensity and in 
phase by two vectors, OS, and OE^, Fig. 15. The instantane- 
ous values in any direction OX are the projections Oe„ Oe, of 
0£, and OB^ upon this direction. 
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Since the sum of the projections of the sides of a parallelo- 
gram is equa[ to the^rojection of the diagonal, the sura of the 
projections Oe, and Oe, equals the projection Oe of OE, the diago- 
nal of the parallelogram with OE^ and 0£, as sides, and OE is 
thus the diameter of the circle of resultant e.ra.f.; that is, in polar 
coordinates alternating sine waves of e,m.f,, current, etc., are 
combined and resolved by the parallelogram or polygon of sine 
waves. 

Since the effective values are proportional to the maximum 
values, the former are generally used as the length of vector of 
the alternating wave. In this case the instantaneous values 
are given by a circle with V2 times the vector as diameter. 

44. As phase of the first quantity considered, as in the above 
instance the current, any direction can be chosen. The further 
quantities are determined thereby in direction or phase. 

In polar coordinates, as phase of the current, etc., is here and 
in the following understood the time or the angle of its vector, 
that is, the time of its maximum value, and a current of phase 
aero would thus be denoted analytically by i = /, cos 6. 

The zero vector OA is generally chosen for the most frequently 
used quantity or reference quantity, as for the current, if a 
number of e.m.fs. are considered in a cireuit of the same cur- 
rent, or for the e.m.f., if a number of currents are produced 
by the same e.m.f., or for the generated e.m.f. in apparatus 
such as transformers and induction motors, synchronous 
apparatus, etc. 

With the current as zero vector, all horizontal components 
of e.m.f. are power components, all vertical components are 
reactive components. 

With the e.m.f, as zero vector, all horizontal components of 
current are power components, all vertical components of current 
are reactive components. 

By measurement from the polar diagram numerical values 
can hardly ever be derived with sufficient accuracy, since the 
magnitudes of the different quantities used in the same diagram 
are usually by far too different, and the polar diagram is there- 
fore useful only as basis for trigonometrical or other calculation, 
and to give an insight into the mutual relation of the different 
quantities, and even then great care has to be taken to distin- 
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guish between the two equal but opposite vectors, counter 
e.m.f. and e.m.f. consumed by the counter e.m.f., as explwned 
before. 

4S. In the polar coordinates described in the preceding, and 
used throughout this book, the angle represents the tinie, and 
is counted positive in left-handed or counter-clockwise rotation, 
with the instantaneous values of the periodic function as radii, 
so that the periodic function is represented by a closed curve, 
and one revolution or 360 degrees as one period. This "time 
diagram" is the polar coordinate system universally used in 
other sciences to represent periodic phenomena, as the cosmic 
motions in astronomy, and even the choice of counter-clockwise 
as positive rotation is retamed from the custom of astronomy, 
the rotation of the earth being such. 

In the time diagram, the sine wave is given by a circle, and 
this circle of instantaneous values of the sine wave is represented, 
in size or position, by its diameter. That is, the position of this 
diameter denotes the time, (, or angle, tf — 2 nft, at which the 
sine wave reaches its maximum value, and the length of this 
diameter denotes the intensity of the maximum value. 

If then, in polar coordinate representation. Fig. 16, OE denotes 
an e.m.f., 01 a current, this means that the maximum value of 
e.m.f. equals OE, and is reached at the time, (,, represented by 
angle AOE — (?,=' 2 nft^. The current in this diagram then 
has a maximum value equal to 01, and this maximum value is 
reached at the time, £„ represented by angle AOl = i?, = 2 ;t/if,. 

If then angle 0^ > f „ this means that the current reaches its 
maximum value later than the e.m.f., that is, the current in 
Fig. 16 lags behind the e.m.f., by the angle EOI = fl, - (?, = 
2 jr/{(, - (,), or by the time /, - (,. 

Frequently in electrical engineering another system of polar 
coordinates is used, the so-called "cranh diagram." In this, 
sine waves of alternating currents and e.m.fs. are represented 
as projections of a revolving vector upon the horizontal. That is, 
a vector, equal in length to the maximum of the alternating 
wave, revolves at uniform speed so as to make a complete 
revolution per period, and the projections of this revolving 
vector uj>on the horizontal then denote the instantaneous values 
of the wave. 
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Obviously, by the crank diagram only sine waves can be 
represented, while the time diagram pennits the representation 
of any wave shape, and therefore is preferable. 

Let, for instance, 01 represent in length the maximum value 
of current, i = /coa (tf — 8^). Assume, then, a vector, 01. to 




16. ReprflBentaCion of CurTent «nd e.m.f. by Polar CoordiDates. 



revolve, left-handed or in positive direction, so that it makes a 
complete revolution during each cycle or period. If then at 
a certain moment of time, this vector stands in position 0/, 
{Fig. 17), the projection, Ovl„ of 0/, onOA represents the instan- 
taneous value of the current at this moment. At a later moment 
01 has moved farther, to 0/„ and the projection, OA^, of 0/, on 
OA is the instantaneous value. The diagram thus shows the 
instantaneous condition of the sine waves. Each sine wave 
reaches the maximum at the moment when its revolving vector, 
01, passes the horizontal. 

If Pig. J8 represents the crank diagram of an e.m.f., OE, and a 
current, 01, and if angle AOE > AOI, this means that the e.m.f., 
OE, is ahead of the current, 01, passes during the revolution the 
zero line or line of maximum intensity, OA, earlier than the 
current, or leads; that is, the current lags behind the e.m.f. The 
same Fig. 18 considered as polar diagram would mean that 
the current leads the e.m.f.; that is, the maximum value of 
current, 01, occurs at a smaller angle, AOI, that is, at an earlier 
time, than the maximum value of the e.m.f., OE. 
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46. In the crank diagram, the first quantity therefore can be 
put in any position. For instance, the current, 01, in Fig, 18, 
could be drawn in position 01, Fig, 19. The e.m.f, then being 




ahead of the current by angle EOI = 6 would come into the 
position OE, Fig. 19. . 

A polar diagram, Fig. 16, with the current, 01, lagging behind 
the e.m.f., OE, by the angle, 6, thus considered as crank diagram 
would represent the current leading the e,m,f. by the angle, 6, 
and a crank diagram, Fig, 18 or 19, with the current lagging 
behind the e.m.f, by the angle, 6, would as polar diagram repre- 
sent a current leading the e.m.f. by the angle, 9. 

The main difTerence in appearance between the crank diagram 
and the polar diagram therefore is that, with the same direction 
of rotation, lag in the one diagram is represented in the same 
manner as lead in the other diagram, and inversely. Or, a 
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representation by the crank diagram looks like a representation 
by the polar diagram, with reversal direction of rotation, and 
vice versa. Or, the one diagram is the image of the other and 
can be transformed into it by reversing right and left, or top 
and bottom. Therefore the crank diagram, Fig. 19, is the image 
of the polar diagram. Fig. 16. 




Fig. 10. Crank Diagram. 

Since the time diagram, in which thfc position of the vector 
represents its phase, that is, the moment of its maximum value, 
is used in all other sciences, and also is preferable in electrical 
engineering, it will be exclusively used in the following, the 
positive direction being represented as counter-clockwise. 

EXAMPLES. 

47. In a three-phase long-distance transmission line, the volt- 
age between lines at the receiving end shall be 5000 at no load, 
5500 at full load of 44 amperes power component, and propor- 
tional at intermediary values of the power component of the 
current; that is, the voltage at the receiving end shall increase 
proportional to the load. At three-quarters load the current 
shall be in phase with the e.ra.f. at the receiving end. The 
generator excitation however and thus the (nominal) generated 
e.m.f. of the generator shall be maintained constant at all loads, 
and the voltage regulation effected by producing lagging or 
leading currents with a synchronous motor in the receiving cir- 
cuit. The line has a resistance r, -- 7.0 ohms and a reactance 
I, — 4.35 ohms per wire, the generator is star connected, the 
resistance per circuit being r, = 0.71, and the (synchronous) 
reactance is x, = 25 ohms. What must be the wattless or 
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reactive component of the current, and therefore the total cur- 
rent and its phase relation at no load, one-quarter load, one- 
halt load, three-quarters load, and full load, and what will be 
the terminal voltage of the generator under these conditions? 

The total resistance of the line and generator is r = r, + fj 
= 8.31 ohms; the total reactance, x = x, + x^ = 29.35 ohms. 




Fig. 20. Polar Diagram of e.m.f. and Curreiit In TransmiBalon Uae. 
Curreot Lending. 

Let, in the polar diagram, Fig. 20 or 21, OE = E represent 
the voltage at the receiving end of the line, 0/, = /, the power 
com ponen t of the current corresponding to the load, in phase 
with OB, and 0/, = /, the reactive component of the current 




in quadrature with OE, shown leading in Fig. 20, lagging in 
Fig. 21. _ 

We then have total current / = 01. 

Thua the e.m.f. consumed by resistanc e, O Ei — rl, is in phase 
with /, the e.m,f, consumed by reactance, OE^ = xl, is 90 degrees 
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ahead of 7, and their resultant is 0£„ the e.m.f. consumed by 
impedance. 

OE, combined with OE, the receiver voltage, gives the gener- 
ator voltage OE^. 

Kesolving all e.m.fs. and currents into components in phase 
and in quadrature with the received voltage E, we have 

Current 

E.m.f. at receiving end of line, B = 
E.m.f. consumed by resistance, E, = 
E.m.f. consumed by reactance, Ej = 
Thus total e.m.f. or generator voltage, 

E^ = E + E, + E,= E + rl^+ xl^ rl^-xl^ 

Herein the reactive lagging component of current is assumed 
as positive, the leading as negative. 

The generator e.m.f. thus consists of two components, which 
^ve the resultant value 



c^'.„. 


■fe^S 


1, 


/. 


E 





r', 


"•'. 


xl. 


-xl 



E, = V(£ + r/, + xl^Y + {rl^ - i/,)'; 
substituting numerical values, this becomes 

B^ - V{E + 8.31 /, + 29.35 l,y + (8.31 /, - 29.35 /,)»; 
at three-quarters load, 

E _ ^ = 3090 volts per cireuit, 
7,-33, 7, = 0, thus 



E„ = ^(3090 + 8.31 X 33)= + (29.35 X 33)' = 3520volts 
per line or 3520 X V3 = 6100 volts between Unes 
as (nominal) generated e.m.f. of generator. 

Substituting these values, we have 

3520 " y/{E + 8.31 7, + 29.35 7,)' + (8.31 /, - 29.35 7,)'. 
The voltage between the lines at the recdving end shall be: 

No I t 1 Fdu. 
Load, Loud. Load. Load. Load. 

Voltage between lines, _ 5000 5125 5250 5375 5500 

Thus, voltage per line, i-V3,B- 2880 2950 3020 3090 3160 
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The power components of current 

■per line, /, = 11 22 33 

Herefrom we get by substituting in the above equation 
Reactive component of iif"„. jj^^^. lAo. LoId. i 
21. ( 



curroit, /, = 

hence, the total current, 
/ = VTT+T} = 
and the power factor, 

L = co8ff - 
the lag of the current, 



16.2 







23.9 33.0 45.05 



56.0 92.0 100.0 97.7 



the generator terminal voltage per line is 
E' 



. V{E - 



J^' + {r,I^-xJ,r 



thus: 



= V{E + 7.6 /. + 4.35 /,)' + (7.6 /, - 4.35 /J' 



PerUne, E^ = 2980 3106 3228 3344 3463 

Between lines, E' Vs = 5200 5400 5600 5800 6000 

Therefore at constant excitation the generator voltage rises 
with the load, and is approximately proportional thereto. 

10. HYSTERESIS AND EFFECTIVE RESISTANCE. 

48. If an alternating current 01 = I, in fig. 22, exists in a 
circuit of reactance x = 2 tz/L and of negligible resistance, the 
magnetic flux produced by the current, 0* = *, is in phase with 
the current, and the e.m.f. generated by this flux, or counter 
e.m.f. of self-inductance, OE'" = E'" = xl, lags 90 degrees 
behind the current. The e.m.f. consumed by self-inductance 
or impressed e.m.f. OE" = E' = xl 13 thus 90 degrees ahead of 
the current. 

Inversely, if the e.m.f. OB' — E" is impressed upon a circuit 
of reactance x = 2 nJL and of negli^ble resistance, the current 

01 — I = — la^ 90 degrees behind the impressed e.m.f. 
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This current is called the exciting or magnetizing current of 
the magnetic circuit, and is wattless. 

If the magnetic circuit contains iron or other magnetic material, 
energy is consumed in the magnetic circuit by a frictional resist- 
ance of the material against a change of 
magnetism, which is called molecular mag- 
ndic friction. 

If the alternating current is the only avail- 
able source of energy in the magnetic circuit, 
the expenditure of energy by molecular 
magnetic friction appears as a lag of the 
magnetism behind the m.m.f. of the current, 

£__»! '•^*'' '^' *® magn^ic hysteresis, and can be 

measured thereby. 

Magnetic hysteresis is, however, a dis- 
tinctly different phenomenon from molecular 
magnetic friction, and can be more or less 
eliminated, as for instance by mechanical 
vibration, or can be increased, without 
changing the molecular magnetic friction. 
49. In consequence of magnetic hys- 
Fig. 22. Phaao Reia- teresis, if an alternating e.m.f. OE' = E' is 
lioDB o( MagDetizing impressed upon a circuit of negligible resist- 
sSdnoSv'^e ml. ^''^' ***^ exciting current, or current pro- 
ducing the magnetism, in this circuit is not 
a wattless current, or current of 90 degrees lag, as in Fig. 22, 
but la^ less than 90 degrees, by an angle 90 — a, as shown 
by 0/ = / in Fig. 23. _ 

Since the magnetism O* = * is in quadrature with the e.m.f. 
E" due to it, angle a is the phase difference between the magnetism 
and the m,ra.f., or the lead of the m.m.f., that is, the exciting 
current, before the magnetism. It is called the angle ofhysteretic 
lead. 

In this case the exciting current 01 =_/ can be resolved in 
two components, the Tnagnetizing currerd 01^ = I^ in phase with 
the magnetism OI> = *, that is, in quadrature with the e,m,f. 
OE" = E", and thus wattless, and the magn^ic -power component 
of the cttrrenioT the hysteresis current 01, = /,, in phase with the 
e.m.f. OE" = E", or in quadrature with the magnetism 0* = *. 
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Magnetizing current and hysteresis current are the two com- 
ponents of the exciting current. 

If the circuit contfuns besides the reactance x = 2 tt/L, a 
resistance r, the e.m.f, OE' = E" in the preceding Figs. 22 and 
23 is not the impressed e.m.f., but the e.m.f. consumed by self- 
inductance or reactance, and has to be combined, Figs, 24 and 
25, with the e.m.f. consumed by the resistance, OE' ^ E' = It, 
to get the impressed e.m.f. OE — E. 

Due to the hysteretic lead a, the lag of the current is less in 
Figs. 23 and 25, a circuit expending energy in molecular mag- 
netic friction, than in Figs, 22 and 24, a hysteresisiess circuit. 



Fig. 24. ESeoUve RealaUuce on 
Pha«e Relation of Impressed 
e.m.f. Id a HystereBiHlBBS Cir- 



Aa seen in Jig. 25, ir a cireuit whose ohmic resistance is not 
negligible, the hysteresis current and the magnetizing current 
are not in phase and in quadrature respectively with the im- 
pressed e.m.f., but with the counter e.m.f. of inductance or e.m.f. 
consumed by inductance. 

Obviously the magnetizing current is not quite wattless, since 
energy is consumed by this current in the ohmic resistance of 
the cireuit. 

Resolving, in Fig. 26, the impressed e.m.f. OE = E into two 
components, OS, — _£, in phase, and OE^ - E^ in quadrature 
with the current 01 = I, the power component of the e.m,f., 
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0E[ = £„ is greater than E' = Ir, and the reactive component 
OEl = £j is less than E' = Ix. 




Fig. 26. EDsctive Resbtuica 
on Phase Relation of Im- 
prasaed e.m.f. In » Ciniult 
having BysteresiB. 




Fig. E8. ImpreBsed e. 

iuto Components in Phase and In 
Quadrature nlth the Exciting 
Current, 



The value r'-^-E2"fi'n:f; 
/ total current 



is calletl the effective resist- 



ance, and the value x' 



E. wattless c.m.f. 



is called the ap- 



I total current 
parent or effective reactance of the circuit. 

50. Due to the loss of energy by hysteresis (eddy currents, 
etc.), the effective resistance differs from, and is greater than, 
the ohmic resistance, and the apparent reactance is less than the 
true or inductive reactance. 

The loss of enei^ by molecular magnetic friction per cubic 
centimeter and cycle of magnetism is approximately 

where (B = the magnetic flux density, in lines per sq, cm. 

W = energy, in absolute units or ergs per cycle ( = 10^' 
watt-seconds or joules), and rj is called the coef- 
ficient of hysteresis. 
In soft annealed sheet iron or sheet steel, i? varies from 0.75 X 
10"' to 2.5 X 10"', and can in average, for good material, be 
assumed as 2.00 X 10"'. 
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The loss of jmwer in the volume, V, at flux density (B and 
frequency/, is thus 

P = Vfya'* X 10"' , in watts, 

and, if / = the exciting current, the hysterotic effective resist- 
ance is 

If the flux density, cB, is proportional to the current, /, sub- 
stituting for (B, and introducing the conistant k, we have 

that is, the effective hysteretic resistance is inversely propor- 
tional to the 0.4 power of the current, and directly proportional 
to the frequency. 

51. Besides hysteresis, eddy or Foucauit currents contribute 
to the effective resistance. 

Since at constant frequency the Foucauit currents are pro- 
portional to the magnetism producing them, and thus approx- 
imately proportional to the current, the loss of power by 
Foucauit currents is proportional to the square of the current, 
the same as the ohmic loss, that is, the effective resistance due 
to Foucauit currents is approximately constant at constant 
frequency, while that of hysteresis decreases slowly with the 
current. 

Since the Foucauit currents are proportional to the frequency, 
their effective resiiitance varies with the square of the frequency, 
while that of hysteresis varies only proportionally to the fre- 
quency. 

The total effective resistance of an alternating-current cireuit 
increases with the frequency, but is approximately constant, 
within a limited range, at constant frequency, decreasing some- 
what with the increase of magnetism. 

EXAMPLES. 

52. A reactive coil shall give 100 volts e.m.f. of self-induc- 
tance at 10 amperes and 60 cycles. The electric circuit consists 
of 200 turns (No. 8 B. & S.) {= 0.013 sq. in.) of 16 in. mean 
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length of turn. The magnetic circuit has a section of 6 sq. in. 
and a mean length of 18 in. of iron of hysteresis coefficient 
^ — 2.5 X 10""'. An air gap ia interposed in the magnetic cir- 
cuit, of a section of 10 sq. in. (allowing for spread), to get the 
desired reactance. 

How long must the air gap be, and what is the resistance, the 
reactance, the effective resistance, the effective im]>edance, and 
the power-factor of the reactive coil? 

The coil cont^ns 200 turns each 16 in. in length and 0.013 
sq. in. in cross section. Taking the resistivity of copper as 1.8 X 
10"*, the resistance is 

1.8 X 10-' 



0.013 X 2.54 



where 2.54 is the factor for converting inches to centimeters. 
(1 inch = 2.54 cm.) 

Writing E = 100 volts generated, / = 60 cycles per second, 
and n -^ 200 turns, the maximum magnetic flux is given by 
E - 4.44 /n*; or, 100 = 4.44 X 0.6 X 200*, and * - 0.188 
megaline. 

This gives in an air gap of 10 sq. in. a maximum density 
tB — 18,800 lines per sq. in., or 2920 lines per sq. cm. 

Ten amperes in 200 turns give 2000 ampere-turns effective or 
ff = 2830 ampere-turns maximum. 

Neglecting the ampere-turns required by the iron part of the 
magnetic circuit as relatively very smiJl, 2830 ampere-turns 
have to be consumed by the air gap of density (B = 2920. 

Since 

the length of the air gap has to be 

, 4irir 4 11X2830 ,„ „... 

With a cross section of 6 sq. in. and a mean length of 18 in., 
the volume of the iron is 108 cu. in., or 1770 cu. cm. 
188 000 
The density in the iron, (B,= — ^ — = 31,330 lines per 

sq. in., or 4850 lines per sq. cm. 



DgitzedbvGoOgle 



HYSTERESIS AND EFFECTIVE RESISTANCE. 59 

With an hysteresis coefficient ij = 2.5 X 10"', and density 
a, = 4850, the loss of energy per cycle per cu, cm. is 
W - 5(B/-» 

- 2.5 X lO-" X 4850'* 
= 1980 ei^, 

and the hysteresis loss at/ = 60 cycles and the volume V = 1770 
is thus 

/• = 60 X 1770 X 1980 ergs per sec. 
= 21.0 watts, 

which at 10 amperes represent an effective hysteretic resistance, 
_ _ 21.0 „ „. .,„ 



Hence the total effective resistance of the reactive coil is 

r - r, + r, - 0.175 + 0.21 = 0.385 ohm; 
the effective reactance is 



the impedance is 

2 =. 10.01 ohms; 
the power-factor is 

cos fl = - = 3.8 per cent; 

the total apparent power of the reactive coil ig 

Pz = 1001 volt-amperes, 
and the loss of power, 

Pr = 3S watts. 

II. CAPACITY AHD CONDENSERS. 

53. The charge of an electric condenser is proportional to the 
impressed voltage, that is, potential difference at its terminals, 
and to its capacity. 

A condenser is said to have unit capacity if unit current exist- 
ing for one second produces unit difference of potential at its 
terminals. 

The practical unit of capacity is that of a condenser in which 
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one ampere during one eecond produces one volt difference of 
potential. 

The practical unit of capacity equals 10~* absolute units. It 
is called a farad. 

One farad is an extremely large capacity, and therefore one 
millionth of one farad, called microfarad, mf., is commonly 
used. 

If an alternating e.m.f. is impressed upxin a condenser, the 
chaise of the condenser varies proportionally to the e.m.f., and 
thus there is current to the condenser during rising and from 
the condenser during decreasing e.m.f., as shown in Fig. 27. 




IS whicb on AltemaLing 

That is, the current consumed by the condenser leads the 
impressed e.m.f. by 90 time degrees, or a quarter of a period. 

Denoting-/ as frequency and E as effective alternating e.m.f. 
impressed upon a condenser of C mf. capacity, the condenser ia 
charged and discharged twice during each cycle, and the time 

of one complete charge or discharge is therefore— • 

Since E V2 is the maximum voltage impressed upon the 
condenser, an average of CE V2 10'* amperes would have to 
exist during one second to charge the condenser to this voltage, 

and to charge it in j-r seconds an average current of 4 fCB 

V^ 10"* amperes is required. 

„. effective current k 

Smce 7- TT 1 

average current 2 v 2 

the effective current / =■ 2nJCE 10"*; that is, at an impressed 
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e.m.f. of B effective volts and frequency /, a condenser of C raf. 
capacity consuines a current of 

7 = 2 nfCE 10-" amperes effective, 

which current leads the terminal voltage by 90 time degrees or 
a quarter period. 
Transposing, the e.m.f. of the condenser is 

10" 
The value x^ = ■ - is called the condensive reactance of the 

condenser. 

Due to the energy loss in the condenser by dielectric hysteresis, 
the current leads the e.m.f. by somewhat less than 90 time 
degrees, and can be resolved into a wattless chanjing current and 
a dielectric hysteresis current, which latter, however, is generally 
so small as to be negli^ble. 

54- The capacity of one wire of a transmission line is 

„ 1.11 X 10-* x; 



, in mf., 



' Id 



where h "■ diameter of wire, cm.; I, -• distance of wire from 
return wire, cm.; I = length of wire, cm., and 1.11 X 10~* = 
reduction coefficient from electrostatic units to mf. 

The logarithm is the natural logarithm; thus in common 
logarithms, since log, a = 2.303 log,o a, the capacity is 
^ 0.24 X 1Q-* X f 



nmf. 



'h 



The derivation of this equation must be omitted here. 

The charging current of a line wire is thus 

I = 2nJCE\Q-', 

where/ = the frequency, in cycles per second, E = the difference 

of potential, effective, between the line and the neutral (E = 

i line voltage in a single-phase, or four-wire quarter-phase 

system, — — line voltage, or Y voltage, in a three-phase system). 
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EXAMPLES. 
55. In the transmission line discussed in the examples in 
37, 38, 41 and 47, what is the charging current of the line at 6000 
volts between lines, at 33.3 cycles? How many volt-amperes 
does it represent, and what percentage of the full load current of 
44 amperes is it? 

The length of the hne is, per wire, I = 2.23 X 10* cm. 
The distance between wires, I, = 45 cm. 

The diameter of transmission wire, Id = 0.82 cm. 

Thus the capacity, per wire, is 



, 21, 



The frequency is / = 33.3, 

The voltage between lines, 6000. 

Thus per line, or between line and neutral point, 

S =.^ = 3460 volts- 
V3 

hence, the charging current per Une is 
7, = 2 nfCE 10-* 
= 0.19 amperes, 
or 0.43 per cent of full-load current; 

that is, negligible in its influence on the transmission voltage. 
The volt-ampere input of the transmission is, 
3 l^E - 2000 

= 2.0 kv-amp, 

13. IMPEDAITCE OF TRASSMISSIOn LINES. 

56. Let r = resistance; i == 2 JtfL =• the reactance of a trans- 
mission line; E^ = the alternating e.m.f. impressed upon the line; 
/ = the Hne current; E = the e.m.f. at receiving end of the line, 
and -> the angle of lag of current / behind e.m.f. E. 

8 < thus denotes leading, d > lag^ng current, and tf =« 
a non-inductive receiver circuit. 
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The capacity of the transmission line shall be considered aa 



Assuming the phase of the current 01 = I aa zero in the polar 

diagram, Fig, 28, the e.m.f. E is represented by vector OE, ahead 

ofOy by angleff. The e.m.f. consumed 

by resistance r is 0£, =• E^ = It in Op^i 

phase with the current, and th e e.m .f. 

consumed by reactance x is OS, = 

B, = Ix, 90 time degrees ahead of the 

current; thus the total e.m.f. con- 
sumed by the line, or e.m.f. consumed 

by impedance, is the resultant 0£, of 

OE, and 0E„ and is E. = h. ^^- ^^- ^"^ DiagnLtn ol Cur- 

n !_■ - Tir! j nri • TTn rent and e.m.fs, fn » Trana- 

Oombmmg Ufi, and Ua gives (ja^ mission Line AesumlDg Zero 

the e.ra.f. impressed upon the line. Capacity. 

Denoting tan 0, » - the time angle of lag of the line impe- 
dance, it is, trigonometrically, 

6E^ "OE' + EE^ - 2 ol X M, cos OEE^. 




Since 



EE. 



' OE, = h, 
. 180 - (?, -t 



E^' ~ E' + Pz' + 2 Eh cos (ff, - e) 
- (E + hy - 4 Eh sin' ^^ , 



,-\f^ 



+ hy - A Eh sia^- 



and the drop of voltage in the line, 

-E 



E. 



-\J{E 



+ hy - 4 Eh sin* - 



-E. 



57- That is, the voltage E, required at the sending end of a 

■ line of resistance r and reactance x, delivering current / at 

voltage E, and the voltage drop in the line, do not depend upon 

current and line constants only, but depend also upon the angle 

o f time-phase displacement of the current delivered over the line. 
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If fi = 0, that ia, non-inductive receiving circuit, 

^0 = V (^ + ^z)' - 4 ^^2 sin'^ ; 

that is, less than E + h, and thus the hne drop is less than Iz. 

It 9 = 01, E^'m a maximum, = E + h, and the line drop is the 
impedance voltage. 

With decreasing 9, E^ decreases, and becomes = B; that is, 
no drop of voltage takes place in the line at a certain negative . 




value of d which depends not only on a and (?, but on E and /, 
Beyond this value of 8, E^ becomes smaller than E; that is, a 
rise of voltage takes place in the line, due to its reactance. This 
can be seen best graphically. 

Choosing the current vector 01 as the horizontal axis, for 
the same e.m.f. E received, but different phase angles 9, all 
vectors OE lie on a circle e with as center. Fig. 29. Vector 
OS, is constant for a given line and given current /. 
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«6 



Since E^^ = OE = constant, E^ lies on a circle e, with E, as 
center and OE == E as radius. 

To construct the diagram for an^e 0, OE ia drawn at the 
wi^e e with Ol, and EE^ parallel to OE,. 

'hie distance E^E^ between the two circles on vector OE, is 
the drop of voltage (or rise of voltage) in the line. 




fig. 80. IiOODB of tha Generator and Receiver e.m.fa. ia & Traiismisalon 
Une witb Varying Load Phase Angle. 

As seen in Fig. 30, E, is maximum in the direction OE, as OE/, 
that is for 9 — 0^ and is less for greater as well, OE', as smaller 
aoglea 6. It is ^ £ in the direction OE"', in which case 6 < Q, 
and minimum in the direction OE/". 

The values of E corresponding to the generator voltages 
£,', E/', E,'", E/' are shown by the points E' E" E'" E" 
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respectively. The voltages E,' and fi^'* correspond to a watt- 
less receiver circuit E" and E". For non-inductive receiver 
circuit OEv the generator voltage is OjS,'. 

58. That is, in an inductive transmission line the drop of 
voltage is maximum and equal to Iz if the phase angle d of the 
receiving circuit equals the phase angle 1?, of the line. The 
drop of voltage in the line decreases with increasing difference 
between the phase angles of line and receiving circuit. It be- 
comes zero if the phase angle of the receiving circuit reaches a 
certain negative value (leading current). In this case no drop 
of voltage takes place in the line. If the current in the receiving 
circuit leads more than this value a rise of voltage takes place 
in the line. Thus by varying phase angle of the receiving 
circuit the drop of voltage in a transmission line with cur- 
rent / can be made anything between Iz and a certain negative 
value. Or inversely the same drop of voltage can be produced 
for dilferent values of the current / by varying the phase 
angle. 

Thus, if means are provided to vary the phase an^e of the 
receiving circuit, by producing lagging and leading currents at 
will (as can be done by synchronous motors or converters) the 
voltage at the receiving circuit can be maint^ne'd constant 
within a certwn range irrespective of the load and generator 
voltage. 

In Fig. 31 let OE = E, the receiving voltage; /, the power 
component of the line current; thus OE, ™ £, = /z, the e.m.f, 
consumed by the power component of the current in the impe- 
dance. This e.m.f. consists of the e.m.f, consumed by resist- 
ance 0E^ and the e,m.f. consumed by reactance OE^. 

Reactive components of the current are represented in the 
diagram in the direction OA when lagging and OB when leading. 
The c.m.f. consumed by these reactive components of the current 
in the impedance is thus in the direction e/, perpendicular to OB^. 
Combining 0&', and OE gives the e.m.f. Off, which would be 
required for non-in<luctive load. If E^ is the generator voltage, £?, 
lies on a circle e^ with OE^ as radius. Thus drawi ng E ^E^ parallel 
to e,' gives Ofi„, the generator voltage; 0£,' = E^E^, the e.m.f. 
consumed in the impedance by the reactive component of the 
current; and as proportional thereto, 01' = V the reactive 
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current required to ^ve at generator voltage E^ and power 
current / the receiver voltage E. This reactive current /', lags 
behind E/ by less than 90 and more than zero degrees. 

59- In calculating numerical values, we can proceed either 
trigonometrically as in the preceding, or algebraically by resolv- 



./' 



y 



^ 


N^ 


,/ 




,/ 




- WIe, 


A' 


't '-ii 


'k ^^^ 


eT e7 ■ 


-2fc^--_ _^ 




7' 



Fig-i 



RogulatSon Diagram for Transmiuiou Llne^ 



ing all sine waves into two rectangular components; for instance, 
a horizontal and a vertical component, in the same way as in 
mechanics when combining forces. 

Let the horizontal components be counted positive towards 
the right, negative towards the left, and the vertical components 
positive upwards, negative downwards. 

Assuming the receiving voltage as zero line or positive hori- 
zontal line, the power current / is the horizontal, the wattless 
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current /' the vertical component of the current. The e.m.f. con- 
sumed in resistance by the power current / is a horizontal 
component, and that consumed in resistance by the reactive 
current /' a vertical component, and the inverse is true of the 
e.m.f. consumed in reactance. 
We have thus, as seen from Rg. 31. 

HOBIIOHTAI. VnRTlCiL 

Coupon I Nr. Couponbht. 

Receiver voltage, E, + E 

Power current, /, + / 

Reactive current, /', ± /' 

E.m.f. consumed in resistance r by the 

power current, It, + It 

E.m.f. consumed in resistance r by the 

reactive current, I't, ± I'r 

E.m.f. consumed in reactance x by the 

power current, Ix, — Ix 

E.m.f. consumed in reactance x by the 

reactive current, I'x, ± I'x 

ThuSjtotal e.m.f. required, or impressed 

e.m.f., E„ E +Ir±I'x ± I'r - Ix; 

hence, combined, 



fi, = ^{E+ It ± I'xf + (± I'r - Ixf; 
; expanded, 



E^ = VA" + 2 £ (/r ± I'x) + (P + r)z '. 

From this equation /' can be calculated; that is, the reactive 
current found which is required to give £„ and E at energy 
current /, 

The lag of the total current in the receiver circuit behind the 
receiver voltage is 

tan = y 

The lead of the generator voltage ahead of the receiver voltage 
is 

„ _ vertical component of E^ 
' horizontal component of fi^ 
±rr-Ix 
E + Ir±I'x' 
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and the lag of the total current behind the generator voltage la 

As seen, by resolving into rectangular components the phase 
angles are directly determined from these components. 

The resistance voltage is the same component as the current to 
which it refers. 

The reactance voltage is a component 90 time degrees ahead 
of the current. 

The same investigation as made here on long-distance trans- 
mission applies also to distribution lines, reactive coils, trans- 
formers, or any other apparatus containing resistance and 
reactance inserted in series into an altemating-KJurrent circuit. 

EXAMPLES. 

60. (1.) An induction motor has 2000 volts impressed upon 
its terminals; the current and the power-factor, that is, the 
cosine of the angle of lag, are given as functions of the output 
in Fig. 32. 



:zzt. 



Fig. S2. CbaracterisUcB of Induction Motor and Variation of Generator e.m f. 
Necessarj to Maintain Constant the e.m.l Inipreaaed upon the Motor. 

The induction motor is supplied over a line of resistance 
r — 2.0 and reactance x = 4.0. 

(a.) How must the generator voltage e, be varied to maintain 
constant voltage e = 2000 at the motor terminals, and 
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(&.) At constant generator voltage c, =- 2300, how will the 
voltage at the motor terminals vary? 
We have ■ 



tao tf. = - = 2. e,- 63.4°. 

r 
COS ff = power-factor. 
Taking i from Hg. 32 and substituting, ^ves (a) the values 
of e, for e = 2000, which are recorded in the table, and plotted in 
Fig. 32; 

(6.) The terminal voltage of the motor is c — 2000, the cur- 
rent 1, the output P, at generator voltage c,. Thus at generator 
voltage c/ = 2300, the terminal voltage of the motor is 
, 2300 2300- 



-2000: 



the current is 



and the power is 



p,_(^V. 



The values of e*, i', P' are recorded in the second part of the 
table under (ft) and plotted in Fig. 33. 



to) J 


t c - 2000. 




(6") Henoe, at <\,— 


2300. 








Thus, 






Output. 


Cuirenl, 


L.«. 


Output, 


Current, 


Volti«e, 


P-kw. 


'■ 


» 




P'. 


.'. 


''■ 





12.0 


84.3" 


2048 


0. 


13.45 


2240 


5 


12.8 


72,6° 


2055 


6,25 


14.05 


2234 


10 


13. S 


62.6" 


2060 


12.4 


15.00 


2230 


16 


14.8 


54.6° 


2065 


IS. 6 


16.4 


2220 


30 


16.3 


47.8° 


2071 


24.1 


18,0 


2216 


30 


20.0 


37. S" 


2084 


36.3 


22.0 


2200 


40 


25.0 


32.8° 


2093 


48.0 


27-S 


2198 


50 


30.0 


29,0° 


2110 


59.5 


32.7 


2180 


GO 


M.O 


26.3= 


2146 


78.5 


42.8 


2160 


102 


60-0 


24. 6» 


2216 


110.2 


62.6 


2080 


132 


80.0 


25,8° 


2294 


131.0 


79,5 


1990 


160 


100.0 


28.4° 


2382 


149.0 


96,4 


1928 


180 


120.0 


31.8° 


2476 


156. 5 


111.5 


1860 


200 


150.0 


36.9" 


2618 


155.0 


132.0 


1760 
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Fig. 83. CbancteriBtica of ludnctiou Hotor, CouBUmt Generator e. 



6i. (2.) Over a line of resistance r = 2.0 and reactance x - 
6.0 power is supplied to a receiving circuit at a constant voltage 
of e = 2000. How must the voltage at the beginning of the 
line, or generator voltage, e^, bo varied if at no load the receiving 
circuit consumes a reactive current of ij = 20 amperes, this 
reactive current decreases with the increase of load, that is, of 
power current i„ becomes i, = at i, = 50 amperes, and then 
as leading current increases again at the same rate? 

The reactive current, 



^ 20 at t, = 0, 
- at ^^ = 50, 



and can be represented by 



20 - 20 - 0.4 1, 
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the geaeraJ equation of the transmissioa line is 

e, = V (e + i,r + t»' + {i",r - 1»' 
= V (2000 + 2i, + tii,)* + (2i, -6tJ'; 
hence, substituting the value of ij, 



e, = V(2120 - 0.4 i,)' + (40 - 6.8 1",)» 
= V4,496,000 + 46.4 1\' -2240i,. 

Substituting successive numerical values for i, gives the values 
recorded in the following table and plotted in Fig. 34. 



h- 


'g- 





3120 


20 


SlU 


40 


2116 


SO 


2120 




2146 


100 


2178 


130 


2213 


140 


22&« 


160 


2306 
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2305 


200 


2430 
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Fig, 84, Vftiialion of Generator e.ni.f. WBOewary to MalntiuD Constant Receiyer 
Voltage U the Reactive Component of Receiver Current varies proportional 
to the Change of Power Component of the Curreut. 
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13. ALTERHATIHG-CURRENT TRA17SF0RMER. 

63. The alteniating-current transfonner consists of one mag- 
netic circuit interlinked with two electric circuits, the primary 
circuit which receives energy, and the secondary circuit which 
delivers energy. 
Let r, = resistaace, i, - 2 «/£,,, =- self-inductive or leakage 
reactance of secondary circuit, 
r, — re«staace, x„ = 2nfL„ = self-inductive or leakage 
reactance of primary circuit, 

where L,j and L„ refer to that magnetic flux which is inter- 
linked with the one but not with the other circuit. 

Let a = ratio of — -. '^ turns fratio of transformatioa). 

pnmary 

An alternating e.m.f. E^ impressed upmn the primary electric 
circuit causes a current, which produces a magnetic flux * inter- 
linked with primary and secondary circuits. This flux 4 gen- 
erates e.m.fs. £, and £{ in secondary and in primary circuit, 

which are to each other as the ratio of turns, thus Ei= —^ • 

a 

Let E = secondary terminal voltage, /, = secondary current, 
fl, = lag of current /, behind terminal voltage E (where fl, < 
denotes leading current). 

Denoting then in_Flg. 35 by a vector DB = S the secondary 
tenninal voltage, 0/, = /, is the secondary current la^ng by 
the angle EOl = e^. 

The e.m.f. consumed by the secondary resistance r, is OE^ - 
£,' = /,r, in phase with /,. 

The e.m.f. consumed by the secondary reactance x^ is OE' ** 
E' = /,!„ 90 time degrees ahead of /,, Thus the e.m.f. con- 
sumed by the secondary impedance ^^ •= Vr,' + x^ is the 
resultant of 0£,' and '0E^', or OF/" = £,'" W,3,. 

OB"' combined with the terminal voltage OE -• E gives the 
secondary e,m.f. 0E^ — E^. 

Proportional thereto by the ratio of turns and in phase there- 
with is the e.m.f. generated in the primary OEi — Et where 
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To generate e.m.f. E^ and Ei, the magnetic flux 0* - * 13 
required, 90 time degrees ahead of 0£, and OEi. To produce 
flux * the m.m.f. of ff ampere-tums is required, as detemuoed 
from the dimensions of the magnetic circuit, and thus the 
primary current /„, represented by vector 0/„, leading tW' by 
the angle a. 

Since the total m.m.f. of the transformer is given by the 
primary exciting current /,„ there must be a component of 




Fig. 36. Vector Diagram of e.m.f8. and CnrrenU in a Transtormer. 

primary current /', corresponding to the secondary current /,, 
which may be called the primary load current, and which is 
opposite thereto and of the same m.m.f.; that is, of the intensity 
/' ^o/„ thus represented by vector 01' = V = al^. 

01^^, the primary exciting current, and the primary load 
current 01', or component of primary current corresponding 
to the secondary current, combined, pve the total primary cur- 
rent 0I„ = /,. 

The e.m.f. consumed by resistance in the primary is OE^' -= 
E,' =■ //j in phase with /,. 

The e.m.f. consumed by the primary reactance is OE^' = E^' 
= /i^„, 90 time degrees ahead of 01 „. 

OE^ and OE^ combined gives OB"', the e.m.f. consumed by 
the primary impedance. 
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E lqual and opposite to the primary counter-generated e.m.f, 
UEjia the component of primary e.ra.f., OE', consumed thereby. 

Off' combined with OB/" pves OE^ =• E^, the primary 
impressed e.m.f., and angle d^ " Epl^, the phase angle of the 
primary circuit. 

Figs. 36, 37, and 38 give the polar diagrams for 6^ = 45*" or 
lag^ng current, 6^ = zero or non-inductive circuit, and 8 - 
— 45° or leading current. 




Fig. 8tf. Vector Diagrtun of Traiuformar iriUi La^^lng Load Current. 



63. As seen, the primary impressed e.m.f. £, required to pro- 
duce the same secondary terminal voltage E at the same current 
/, is larger with lagging or inductive and smaller with leading 
current than on a non-inductive secondary circuit; or, inversely, 
at the same secondary current /[ the secondary terminal voltage 
E with lagging current is less and with leading current more 
than with non-inductive secondary circuit, at the same primary 
impressed e.m.f. E^. 

The calculation of numerical values is not practicable by 
measurement from the diagram, since the magnitudes of the 
different quantities are too different, ff/: E^': E,: E^ being 
frequently in the proportion 1 : 10: 100: 2000. 
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TrigoDometrically, the calculation is thus: 
In triangle OEE„ Fig. 35, writing 



we have, 
also, 

hence, 



tani?' -^. 



OB^' '-OE* + EE\ -2 0E EE, cos OEE^; 

^OEE^ = ISO - fl' + fl„ 

E* = E* + / 'z » + 2 EI. z. cos (6' - eX 




Fig. ST. Vector Diagram of Transformer with Non-lad active Loading. 

This gives the secondary e.m.f., i5„ and therefrom the primary 
counter-generated e.m.f. 

In triangle EOEj we have 

Bin EfiE + sin B,EO - EE^ + Ef) 
thus, writing 

it EflB - 9", 
we have 

■in «" + sin (»' - »,) - If + B„ 

wherefrom we get 

»: »•, and < i?,0;, - » - 9, + 9", 
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the phase disptacement between secondary current and secoodary 
e.m.f. 

In triangle 01^^ we have 

OQ^Oi;,'-^- V,' ~ 2 Or^JJ, cos 01 J „ 
since 

Jt E,0<f> = 90*, 
^ 01 J^ = 90 + (? + a, 
and 

01^ - /,„ = exciting current, 




Fig. SB. Vector Dlagnun of TruiBformer with Leading Load Current 

calculated from the dimensiona of the magnetic circuit. Thua 
the primary current is 

V - V + oV,» + 2 o/./„ sin {e + a). 
In triangle 07,g/g we have 

sin /,,0/„ -i- sin 01 J„ = Ij^ + OT,; 
writing 

^ hjOI, = 8" 
this becomes 

sin I?,' ^ sin {0 + a) = al, -t- 7,; 
therefrom we get d^', and thus 

^ E'OI^ - tf, - 90° - a - 9/. 
In triangle OE'E^ we have 

Of* - oF" + £^* -2 0E' WK cobOWE- 
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writing 



E, 

OE' = Ei^~^' 

^ = v.; 

thus the impressed e.ni.f. is 

E* = ^ + IX' + ^-^^cos (tf; - e^. 

In triangle OE'E, 

sin E'Ofi, -^ sin 0£"E, = WE^ -j- 05,; 
thus, writing 

¥ B'OE„ = fl,", 
we have 

sin e," -5- sin (fl/ - 6^ = Ijs^ + B,; 
herefrom we get ^ S', and 

^ 5, - ff, + ff/', 
the phase displacement between primary current and impressed 
e.m.f. 

As seen, the trigonometric method of transformer calculation 
is rather complicated. 

64. Somewhat simpler is the algebraic method of resolving 
into rectangular components. 

Considering first the secondary circuit, of current /, lag^ng 
behind the terminal voltage E by angle fl,. 

The terminal voltage E has the components E cos ^^ in phase, 
E sin tf, in quadrature with and ahead of the current /,. 
The e.m.f. consumed by resistance r„ /,r„ is in phase. 
The e.m.f. consumed by reactance i„ I,x„ is in quadrature 
ahead of /,. 
Thus the secondaiy e.m.f. has the componenta 
EgosO^ + I^r^ in phase, 
E sin d^ + /,x, in quadrature ahead of the current /„ and 

the total value, 
E^ = V(£ cos C, + /,r,)' + (£ sin 8^ + /,ij', 



DgitzedbvGoOgle 



ALTERNATINQ-CURRBNT TRANSFORMER. 79 

and the tangent of the phase an^e of the secondary circuit is 
^, £sin» +7 x ,. 
Ecoa^^ + Ijr^ 

Resolving all quantities into componeDta in phase and in 
quadrature with the secondary e.m.f. E^, or in horizontal and 
in vertical components, choosing the magnetism or mutual flux 
as vertical axis, and denoting the direction to the right and 
upwards as positive, to the left and downwards as negative, we 
have 



HoiriONTlL 
COIUOHBNT. 


C'""'^ r 


-l,msd 


-/.Sin 9 


-E, 






Secondary current, /„ 
Secondaiy e.m.f., E^, 
Primary counter-generated e.m.f., 

Ei~^. -^ 

a a 

Primaiy e.m.f, consumed thereby, 

E" ^-Ei, + ^ 

a 

Primary load current, /' - — a/^, + a/, cos fl + o/, sio 9 
Magnetic flux, *, * 

Primary exciting current, /^ con- 
sisting of core loss current, /„ sin a 
Magnetizing current, /^ cos a 
Hence, total primary current, /„ 

HoSnOHTAL COHPaKIHT. VmiTICAI. OUHFONBHT. 

o/, COS ^^ + /„ sin ct al, sin fl, + I^ cos a 

E.m.f. consumed by primary resistance r„, E^' - //, in phase 
with/„ 

HORdOHTAI. COHTOHBHT, VaRTICtL CourOHINT. 

rfil^ cos + rj^ sin a r„o/, sin + rj^ cos a 

E.m.f. consumed by primary reactance ar„ £„ — /^„ 90* 
ahead of I^, 

Honaaimt. OoMPOHaiiT. Viiticai. CaupoHatrr. 

xfiI^ sin tf + x/,, cos a — Xfili cos tf — xj^„ sin a 

E.m.f. consumed by primary generated e.m.f., E' = — "■ 

a 
horizontal 
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The total primary impressed e.ra,f., £„ 

HoHBoirT&i. CaufoHaHT. 

— ■- + a/j (r, COS 6 +!„ sin 8) + /^ (r, sin a + a;, cos a). 



Vbbtiiul Cohtoni 



o/, (r^ sin tf — z, cos i?) + /,, (r^ cos a — i, sin a), 
or writing tan 0^' ^^ -"-, 

since 

Vr,,' + X,' " z„ sin 9/= -" , and cos tf/ = -* • 

Substituting ttiis value, the horizontal component of ^, is 

^ + az./, cos (ff - e,') + zj,, sin (a + 6^') ; 
a 

the vertical component of E^ is 

azj^ sin {i9 - ff,') + z/„ cos (« + tf/), 

and, the total primary impressed e.m.f. is 

Ko-V[|l+aio/i«i«(*-»ii')+»o?«iSin{o + «(.')]+ [<B./i»in(»-V'+'^««"<<'+*>ll' 

Combining the two components, the total primary current is 
/, = v'(a/, cos tf + /„ sin af + (o/, sin )? + /„ cos a) 

- alJl + ^ sin (fl + a)+ ■^. 

Since the tangent of the phase angle is the ratio of vertical com- 
ponent to horizontal component, we have, primary e.m.f. phase, 
tan(?'=- az/.sin(g-g/)+gA«cos(« + 
^ + «/, cos {d - e^) + 2j^^ sin (a - d^') 

primary current phase, 

„ al, sin S + /„. cos a 
tan ^ ' "^ 



aI^ cos d + /„ sin a 
and lag of primary current behind impressed e.m.f., 

fl^ = ^ _ ^ 
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EXAMPLES. 

65. (1.) In a 20-kw. transformer the ratio of turns is 20 ■*- 1, 
and 100 volts is produced at the secondary terminals at full 
load. What is the primary current at full load, and the regu- 
lation, that is, the rise of secondary voltage from full load to no 
load, at constant primary voltage, and what is this primary 
voltage? 

(a) at non-inductive secondary load, 

(6) with 60 degrees time lag in the external secondary circuit, 

(c) with 60 degrees time lead in the external secondary circuit. 

The exciting current is 0.5 ampere, the core loss 600 watte, 
the primary resistance 2 ohms, the primary reactance 5 ohma, 
the secondary resistance 0.004 ohm, the secondary reactance 
0.01 ohm. 

Exciting current and core loss may be assumed as constant. 

600 w atts at 20 00 volts ^ves 0.3 ampere core loss current, 
hence v^O.5' — 3' = 0.4 ampere magnetizing current. 

We have thus 



= 0.004 
= 0.01 



/„, cos a = 0.3 o - 0.05 
I^ sin a - 0.4 
U - 0.5 



1. Secondary current as horizontal axis: 





Non-lnductlv-e. 
fl, = 0, 


fl, = + etf*. 


Le&d, 


Hot. 


Vert. 


Hot. 


Vcti. 


„„. 


v„. 


Secondary tenninal 


200 

100 

0,8 



100.8 







-2.0 
-2-0 


200 

50 

0.8 

50.8 




-88.6 


- 2,0 

-88.6 


200 

SO 
0.8 


60.8 




+ 86.6 


- 2-0 
+ 84.6 


Resistance voltage. /,r, 
Reactance voltage. /,x, 
Secondary e.m.r,£\. 


Secondary e,in-f.. total 


100. SO 
+0.0198 


102.13 
+ 1.745 


98.08 
-1,665 
















1 
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2. Magnetic flux as vertical axis: 





fl,-o. 




LMd. 

0,--ief. 


Uor. 


Vol. 


Hor. 


Vert. 


Bor. 


Vert. 


Secondary gen- 
erated e.m.t,, 


-100. SO 
-300 

+ ■0 

0.3 
-1- 10.3 

20.. 

3.0 

2018 

2039.6 




- 4 

+ 0.2 
0.4 

+ 0,6 

1.2 
-51.3 

-50.1 


-103.13 
- 99.4 

-1- 4.97 

0.3 

+ 5.27 

10.54 

45,20 

2042.6 
2098.34 



172.8 

-1- 8.64 

0.4 

+ 9.04 

IB. 08 

- 26.35 



- 8.27 


- 9S.68 
-103 

+ 5. IS 

0.3 

+ 6.45 

10.90 

- 40.85 

1973.6 

1943.65 



+ 171.4 

- 8.57 
0.4 

- 8.17 

- 16.34 

- 27.25 



- 43.59 


Secondary cur- 
rent, /, 

Primary load 
current, /'— 
-a/, 

Primary excit- 
ing current, /« 

Total primary 

Primary reaiat- 
ance, voltage, 
;»r„ 

Prmiary react- 
ance, voltage, 

by primary 
counter e.m.f., 

-E, 


a 
Totalprimary im- 
pressed e.m.f., 





Hence, 





''"T" 


(J.- +80°. 


fl. — 60°. 


Resultant E„ 

Resultant /. 


2040.1 

10.32 

+ 3,3'' 

+ 4.7° 
1.02005 
2.005 
4.7° 


2098.3 
10.47 

- .2" 

+ 59 8° 

+ 80.0° 
1.04915 
4.915 



1944.2 
9.82 

- 1.2° 
-56.3° 
-55.1° 

0.9721 

- 2.79 
4.9° 








Drop of voltage, per cent 

Change of phase, 6^—6, 
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14. RECTAHGULAR COORDINATES. 

66. The polar diagram of sine waves gives the best insight 
into the mutual relations of alternating currents and e.m.fs. 

For numerical calculation from the polar diagram either the 
trigonometric method or the method of rectangular components 
is used. 

The method of rectangular components, as explained in the 
above paragraphs, is usually simpler and more convenient than 
the trigonometric method. 

In the method of rectangular components it is desirable to 
distinguish the two components from each other and from the 
resultant or total value by their notation. 

To distiaguish the components from the resultant, small 
letters are used for the components, capitals for the resultant. 
Thus in the transformer diagram of Section 13 the secondary 
current /, has the horizontal component i, = — /, cos 0^, and 
the vertical component i/ = — /, sin (?,. 

To distinguish horizontal and vertical components from each 
other, either different types of letters can be used, or indices, 
or a prefix or coefficient. 

Different types of letters are inconvenient, indices distinguish- 
ing the components undesirable, since indices are reserved for 
distinguishing different e.m.fs,, currents, etc., from each other. 

Thus the most convenient way is the addition of a prefix or 
coefficient to one of the components, and as such the letter j is 
commonly used with the vertical component. 

Thus the secondary currant in the transformer diagram, 
Section 13, can be written 

I'l + ji, =- /, cos ff, + jli sin 6j. (1) 

This method offers the further advantage that the two com- 
ponents can be written side by side, with the plus sign between 
them, ance the addition of the prefix j distinguishes the value 
jt, or ;7, sin d, as vertical component from the horizontal com- 
ponent i, or /, cos Oy 

I,=it+ih (2) 

thus means that /, consists of a horizontal component i, and a 
vertical component i,, and the plus sign signifies that i, ami i, are 
combined by the parallelogram of sine waves. 
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The secondary e,m.f. of the transformer in Section 13, Fig. 35, 
is written in this manner, £, = — c„ that is, it has the hori- 
zontal component — e^ and no vertical component. 

The primary generated e.m.f. is 



Ei= — 

( 

and the e,m.f. con.sumed thereby 



(3) 



(«) 



The secondary current is 

/ , = - i\ - /i„ (5) 

where 

i, = /, cos i9„ t", = /, sin fl„ (6) 

and the primary load current corresponding thereto is 

I' at^ = ai^ + jai^. (7) 

The primary exciting current, 

lo.°f^+W. (8) 

where h = /„j sin a is the hysteresis current, j = /„ cos a the 
reactive magnetizing current. 
Thus the total primary current is 

(o = r + Uo = « +fi) +3 K + ?)■ (9) 

The e.m.f. consumed by primary resistance r^ is 

rj„^r,(ai,+k) +jr,{ai, + g). (10) 

The horizontal component of primary current (ai^ + h) gives 
as e.m.f. consumed by reactance i, a negative vertical com- 
ponent, denoted by — jx^ (ai, + A). The vertical component 
of primary current / (ai, + g) pves as e.m.f. consumed by reac- 
tance i„ a positive horizontal component, denoted by x„ {ot, +g). 

Thus the total e,m,f. consumed by primary reactance ar, is 

x^ («t, + ff) - J^« (ai-'i + h), (11) 

and the total e.m.f. consumed by primary impedance is 
p, (ai, + h) + x^ {aij + g) + i [r, (ai, + g) - x„ (oi\ + h)]. (12) 

Thus, to get from the current the e.m.f. consumed in reac- 
tance I, by the horizontal component of current, the coefficient 
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— / has to be added; m the vertical compoDeot the coefficient 
j omitted; or, we can say the reactance is denoted by — jx^ for 

the horizontal and by -? for the vertical component of current. 

] 
In other words, if / =■ i + ji' is a current, x the reactance of its 
circuit, the c.m.f. consumed by the reactance is 
~ jxi + xi' = art' — jxi. 
67. If instead of omitting / in deriving the reactance e.m.f, 
for the vertical component of current, we would add — j also 
(as done when deriving the reactance e.m.f. for the horizontal 
component of current), we get the reactance e.m.f. 

— jxi — fxi', 
which ^ves the correct value — jxi + xi', if 

f - - 1; (13) 

that is, we can Bay, in deriving the e.m.f. consumed by reactance, 
I, from the current, we multiply the current by — jx, and 
substitute y = — 1. 

By defining, and substituting, f = — 1, — jx can thus be 
called the reactance in the representation in rectangular coor- 
dinates and r — jx the impedance, 

The primary impedance voltage of the transformer in the 
preceding could thus be derived directly by multiplying the 
current, 

U ~ (°*i + A) + y (aij + g), (9) 
by the impedance, 

Z, = r, - j"x„ 
which ^ves 
E/ = Z,I^= (r, - jij [(ot, + A) + / {ai^ + g)] 

- r, {ai^ + A) + jr, (oi, + g) - jx^ (at, + h) - far, (at, + g), 
and substituting ^ = — 1, 

K' - [U (°»i + A) + x„ (ai, +5f)l -I- j [r^ (ai, + g) - i, {ai, + h)], 

(14) 
and the total primary impressed e.m.f. is thus 
B, - jf + B,' 

J^ + r,(m,+4)+i,(m,+j) 1 +j\r,(ai,+g) -x,(ai + hn 

(15) 
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68. Such an expression in rectangular coordiDates as 

/ = i + ji' (16) 

represents not only the current strength but also its phase. 

It means, in Fig. 39, that the 
total current 01 has the two 
rectangular components, the hori- 
zontal component / cos <? => t 
and the vertical component / sin 




Thus, 



tan^-v 



(17) 



Fig. 89. M^nitude and Phase 

fn Rectangnlar CoordinUas, 

that is, the tangent function of the 
phase angle is the vertical component divided by the horizontal 
component, or the term with prefix j divided by the term with- 
out j. 

The total current intensity is obviously 

I - VT+lr- (18) 

The capital letter / in the symbolic expression I = i + fi' 
thus represents more than the / used in the preceding for total 
current, etc., and gives not only the intensity but also the phase. 
It is thus necessary to distinguish by the type of the latter the 
capital letters denoting the resultant current in symbolic expres- 
sion (that is, giving intensity and phase) from the capital letters 
^ving merely the intensity regardless of phase; that is, 

/ = i + ji' 
denotes a current of intensity 

/ = V^l^. 
and phase 

tan ff = V • 

t 

In the following, dotted italics will be used for the symbolic 
expressions and plain italics for the absolute values of alternating 
waves. 

In the same way z = Vt^ + a:* is denoted in symbolic repre- 
sentation of its rectangular components by 

Z = r - jx. (19) 
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When using the eymbohc expression of rectangular coordinatea 
it is necessary ultimately to reduce to common expressions. 

Thus in. the above discussed transformer the symbolic expres- 
sion of primary impressed e.m.f. 

Eo=\-+r^iai, +'k) +x,(ai, + gU + j{r^{ai^ + g) -x^(ai^ + k)\ 

(15) 
means that the primary impressed e.m.f. has the intensity 

■^•"V P +r^{ai, +h) +x^{aij + gy(+\r^iai,+g) -x^{ai^+h)T 

(20^ 
and the phase 

tanfl '■n (ai, + g) - J^. K + h) 

-' + r, {ai. + A) + x, (ai, + g) ^ ' 

This symbolism of rectangular components is the quickest 
and simplest method of dealing with alternating-current phenom- 
ena, and is in many more compHcated cases the only method 
which can solve the problem at all, and therefore the reader 
must become fully familiar with this method. 

EXAMPLES. 

69. (1.) In a 20-kw. transformer the ratio of turns is 20 : 1, 
and 100 volts are required at the secondary terminals at full 
load. What is the primary current, the primary impressed 
e.m.f., and the primary lag, 

(a) atnon-inductiveloinl, C,= 0; 

(6) with tf , = 60 decrees time lag in the external secondary 
circuit; 

(c) with S, — — 60 degrees time lead in the external secondary 
circmt? 

The exciting current is /„' - 0.3 + 0.4 j ampere, at e = 2000 
volts impressed, or rather, primary counter-generated e.m.f. 

The primary impedance, Z„ = 2— 5j ohms. 

The secondary impedance, Z[ = 0.004 — 0.01 j ohm. 

We have, in symbolic expression, choosing the secondary 
current I^ as real axis the results calculated in tabulated form 
on page 88. 
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70. (2.) c, ■- 2000 volts are impressed upon the primary 
circuit of a transformer of ratio of turns 20:1. The primary 
impedance is Z, = 2 — 5 ;, the secondary impedance, Z^ = 
0.004 - 0.01 /, and the exciting current at c' - 2000 volts 
counter-generated e.m.f. is /„ - 0.3 + 0.4;; thus the exciting 

admittance, r= ^ - (0.15 + 0.2 / ) lO"". 
e 

What is the secondary current and secondary termituU voltage 

and the primary current if the total impedance of the secondary 

cireuit (internal impedance plus external load) consists of 

(a) resistance, 

Z =• r — 0.5 — non-inductive cireuit. 
(&) impedance, 

Z - r — ;'x - 0.3 — 0.4 / — inductive cireuit. 
(c) impedance, 

2 = r — jz = 0.3 + 0.4 ;' — anti-inducUve cireuit. 
Lete » secondary e.m.f., 

assumed as real axis in symbolic expression, and carrying out 
the calculation in tabulated form, on page 89: 

71. (3.) A transmission line of impedance Z — r —jx ^ 
20 — 50 } ohms feeds a receiving cireuit. At the recdving end an 
apparatus is connected which produces reactive lagging or 
leading currents at will (synchronous machine); 12,000 volts are 
impressed upon the line. How much lagging and leading 
currents respectively must be produced at the receiving end of 
the line to get 10,000 volts (a) at no load, (6) at 50 amperes 
power current as load, (c) at 100 amperes power current as 
load? 

Let c =- 10,000 - e.m.f. received at end of line, i, - power 
current, and t, — reactive lagging current; then 

/ = t, + jV, = total line current. 

The voltage at the generator end of the line is then 

^, = c + Z/ 

= e + (r - jx) (i, + jt,) 

- (« + ri, + xij) + J (ji^ - rij) 

- (10,000 + 20 i, + 50 i.) + y (20 i, - 50 1,); 
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or, reduced, 



£, - v' (e + ri, + xi,)' + {ri^ - rt",)'; 
thus, since £, = 12,000, 

12,000 - V (10,000 + 20 1, + 50 1^' + (20 i, - 50 ij*. 
(a.) At no load i, ~ 0, and 



12,000 =. V(10,000 + SOi,)' + 400iV; 
hence, 

», •= + 39.5 amp., reactive lagging current, / =+ 39.5 /. 
(6.) At half load i, - 50, and 



12,000 = V (11,000 + 50 g' + (20 t, - 2500)'; 
hence, 

I, - + 16 amp., lagging current, / =50 + 16/. 
(c.) At full load i, = 100, and 

12,000 - V (12,000 + 50 g' + (20 1 - 5000)»; 
hence, 

t, - - 27.13 amp., leading current, / - 100 - 27.13 j. 

15. LOAD CHARACTERISTIC OF TRANSMISSION LINE. 

72. The load characteristic of a transmission line is the curve 
of volts and watte at the receiving end of the line as function of 
the amperes, and at constant e.m.f. impressed upon the generator 
end of the line. 

Let r = resistance, x = reactance of the line. Its impedance 
z =- y/r' + x' can be denoted symbolically by 
Z = r - jx. 

Let E^ ~ e.m.f. impressed upon the line. 
Choosing the e.m.f. at' the end of the line as horizontal com- 
ponent in the polar diagram, it can be denoted hy E ^ e. 

At non-inductive load the line current is in phase with the 
e.m.f. e, thus denoted by / = i. 

The e.m.f. consumed by the line impedance Z = r —jx is 
E^= ZI = (r - jx) i 

= ri ~ jxi. (1) 
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Thus the impressed voltage, 

£, - E + B, - « + ri - jxi. 
or, reduced. 


(2) 


S, - V(e + ri)' + x't^ 
and 


(3) 


c = VS,' - z'i* - ri, the e.m.f. 


(4) 


P-ri-iViV-^''-"', 


(5) 



the power received at end of the line. 

tlie curve of e.m.f. e is an arc of an ellipse. 

With open circuit i = 0: e = E^ and P = 0, as is to be 
expected. 

At short-circuit, e = 0, = ^E^ — iV — ri, and 

that is, the maximum line current which can be estaUished 

with a non-inductive receiver circuit and negli^ble line capacity. 

73. The condition of maximum power delivered over the line 

thatia, 

substituting, 2: 

•/£,' - x'i^ '=e + n, 
and expanding, gives 

e* = (r^ + x=) t" (8) 



e =• zi, and - -■ s, (9) 

-- r, is the resistance or effective resistance of the receiving 

circuit; that is, the maximum power is delivered into a non- 
inductive receiving circuit over an inductive line upon which is 
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impressed a coostatit e.m.f., if the resistance of the receiviDg 
circuit equals the impedance of the line, r, = z. 
In this case the total impedance of the system is 

Z, = Z +r, =r + z-ix, (10) 



g^ = V {r + z)' + I*. (11) 

Thus the current is 



and the power transmitted is 

P, = ti r, = ; ?i r 

' ' ' (r + 2)" + jf 



2 (r + 2) ■ 



(12) 



(13) 



that is, the maximum power which can be transmitted over a 
line of resistance r and reactance x is the square of the impressed 
e.m.f. divided by twice the sum of resistance and impedance of 
the line. 
At X - 0, this gives the common formula. 



Inductive Load. 

74. With an inductive receiving circuit of lag an^e d, or 
power factor p = cos d, and inductance factor q = sin d, at 
e.m.f. J5 = e at receiving circuit, the current is denoted by 

/ = /(P+j"g); (15) 

thus the e.m.f. consumed by the line impedance Z = r — jx ia 

E,-Zl = I(j> + jq)ir-jx) 
= / iirp + xq) + j {rq ■- xp)], 

and the generator voltage is 
E^ = E + E^ 

= [e + / (rp + xq)] + jl (rq - xp); (16) 
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or, reduced, 

E, = V[e + 1 [rp + xq)y + P irq- xpy, (17) 
and 

e = •/£,' -Pirq-xp)' -I irp + xq). .(18) 

The power received is the e.m.f, times the power component 
of the current; thus 
P -elp 

- Ip VE^ -P(rq- xpy - ^P (rp + xq)- (19) 

The curve of e.m.f., e, as function of the current / is agaia an 
arc of an ellipse. 
At short-circuit « = 0; thus, sul)stituted, 

/ - ^. (20) 

the same value as with non-inductive load, as is obvious. 

75. The condition of maximum output delivered over the 
line is 

f = 0; 
that is, differentiated, 



VE,' -P{rq- xp)' ~ e + 1 (rp + xq); (22) 

substituting and expanding, 

if -P{r' +1?) 

- W; 
e-h; 
or 

I -2. (23) 

z, = -^ is the impedance of the receiving circuit; that is, the 

power received in an inductive circuit over an inductive line is 
a maximum if the impedance of the receiving circuit, z^, equals 
the impedance of the line, z. 
In this case the impedance of the receiving circuit is 

Z, = z(p-iq), (24) 
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and the total impedaDce of the system is 
Z,-Z + Z, 

- r - 11 + 2 (p - J5) 

- (r + jb) - J (I + jz). 
Thus, the cuirent is 



'■-- 



and the power is 



V{r + pz)' + (I + jz)" 



(25) 



p, - ;,'zp - 



E*zp 



(r + pj)' + (a: + 5«)* 
E2£_ 



2{z + rp + xq) 



EXAMPLES. 

76. (1.) 12,000 volts are impressed upon a transmission line 
of impedance Z = r — ;a: =- 20 — 50/. How do the voltage 
and the output in the receiving circuit vary with the current 
with non4nductive load? 
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Vig. 40. Noa-ieMtive Load Ch&racteriaticB of a TraDsmiBsloa Line. Constant 
ImpreBsed e.m.f. 
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Let e = voltage at the receiving end of the line, i =- current: 
thus =• ci =■ power receiveti. The voltage impressed upon the 
line is then 

E, = e + Zi 
= e + ri — jxi; 
or, reduced, 



Since E, = 12,000, 



= \^(e + riy + x't'. 



12,000 = V{e + riy + x'P = \/(e + 20 z")' + 2500 i', 

e = ^12,000^ - J^i* - ri = Vl2,000' - 2500 1' - 20 i. 

The maximum current for e = is 

= v'12,000*- 2,500 i" - 20 1; 
thus, 

i = 223. 

Substituting for i gives the values plotted in Fig. 40. 



'• 




p- ti. 





12.000 





20 


11,500 


saoxio" 


40 


11,000 


tlOXlO' 


60 


10.400 


624X IP 


go 


9,700 


776X10' 


100 


8,900 


890X10* 


120 


8.000 


oeoxio" 


140 


e,940 


971X10* 


ISO 


5.750 


920X 10" 


180 


4,340 


784X lO" 


200 


2,630 


526X IC 


220 


400 


saxio* 


223 









i6. PHASE CONTROL ON TRANSMISSION LINES. 

77- If in the receiving circuit of an inductive transmission 
line the phase relation can be changetl, the drop of voltage in 
the line can be maintained constant at varying loa<ls or even 
decreased with increasing load; that is, at constant generator 
voltage the transmission can be compoundetl for constant volt- 
age at the receiving end, or even over-compounded for a voltage 
incrca.sing with the load. 
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I. Componitding of Transmission Lines for Constant Voltage. 

Let r =i resistance, x = reactance of tKe transmission line, 
€„ - voltage impressed upon the beginning of the line, e = volt- 
age received at the end of end line. 

Let i = power current in the receiving circuit; that is, P = 
ei = transmitted power, and i, = reactive current produced 
in the system for controlling the voltage, i, shall be considered 
positive as lagging, negative as leading current. 

Then the total current, in symbolic representation, is 

I = i + ji^; 
the line impedance is 

Z = r - }x, 

and thus the e.m.f. consumed by the line impedance is 
E^-ZI = (r~ix)(i + ji\) 
— ri + jri^ — jxi — fxi^•, 
and substituting j' -= - 1, 

B, = {ri + n',) + ; (ri^ - ri). 
Hence the voltage impressed upon the line 
S, - e + B, 

= (e + ri + xi^) + j (n, — an); (1) 

or, reduced, 

e, = V'(cTnT~^i)M-~(nj^^^'. (2) 

If in this equation e and e„ are constant, i„ the reactive 
component of the current, is ^ven as a function of the power 
component current i and thus of the load ei. 

Hence either e, and e can be chosen, or one of the e.m.fs. e, 
or e and the reactive current i^ corresponding to a given power 
current i. 

78. If I, = with i = 0, and e is assumed as ^ven, e, = e. 
Thus, 

e - V(e + n" + rtj' + (ri, - xi)'; 
2e(ri + xi,) + {r' +3?) (i* - i,') =0. 
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From this equation it follows that 



. ex ± Ve*!* - 2 eriz' - tV . -gj 

Thus, the reactive current i, must be varied by thia equa- 
tion to maintain constant voltage e = e, irrespective of the 
load ei. 

As seen, in this equation, i, must always be negative, that is, 
the current leading. 

t, becomes impossible if the term under the square root 
becomes negative, that is, at the value 

6'j:*-2eri2'-tV -0; 

i='-^. (4) 

At this point the power transmitted is 

This is the maximum power which can be transmitted with- 
out drop of voltage in the line with a power currant i = --■■ "- -■ 

The reactive current corresponding hereto, since the square 
root becomes zero, ia 

i,—f: (6) 

thus the ratio of reactive to power current, or the tangent of 
the phase angle of the receiving circuit, is 

tanfl, ™^«--^ — (7) 

A larger amount of power is transmitted if e„ is chosen > e, 
a smaller amount of power if c, < c. 

In the latter case i, ia always leading; in the former case 
t, is lagging at no load, becomes zero at some intermediate load, 
and leading at higher load. 

79. If the line impedance Z = r — jx and the recaved 
voltage e is given, and the power current i„ at which the reactive 
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current shall be zero, the voltage at the generator end of the 
hne is determined hereby from the equation (2) : 



*» = ■^C* + "' + 3i^y + (ri, — xi)*, 
by substituting t,-= 0, i = i^, 



e^ = V{e + n,y + x'i,\ (8) 

Substituting this value in the general equation (2) : 



e, = "</(e + ri + xij' + {rii — xi)* 
^ves 

(e + n'J' + 3?i^ = {e -^-ri -\- li,)' + (n, - xi)* (9) 
as equation between i and i,. 

If at constant generator voltage e^, 
at no load 

I = 0, c = c„ ij — t„',] 
and at the load [ (10) 

I = 1(1, c = e„ ii = ] 
it is, substituted : 
DO load, ___________ 

e, =■ v'{fie + xq)* + r*i„", (11) 

load i„ 

e^ - \/{e^ + nj' + a;*i„'. (12) 

Thus, 

(Cj + xi,') + j^i/ = (e^ + nj' + x^^- 

or, expanded, 

t/ (r* 4- 1=) + 2 i,'ie, - t/Cr' + i*) + 2 i/e,. (13) 

This equation ^ves i^' as function of i„ Cj,, r, x. 

If now the reactive current ^^ varies as linear function of the 

power current i, as in case of compounding by rotary converter 

with shunt and series field, it is 

.•.(i.^.Y. (14) 

Substituting this value in the general equation 

(e, + "■,)' + ^^ = (e + n" + zi,y + (ri. - n7 
pves e as function of i; that is, ©ves the voltage at the receiving 
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eDd as fuDctioQ of the load, at coostant voltage e^ at the genei^ 
atJDg end, and e <- e, for no load, 

t = 0, t, = \', 

and e = e, for the load, 

i = i^, t, = 0. 

Between i = and i =- i,, e > e„ and the current is lagging. 

Above i = i^, e < e„ and the eurrent is leading. 

By the reaction of the variation of e from e^ upon the receiv- 
ing apparatus producing reactive current i,, and by magnetic 
saturation in the receiving apparatus, the deviation of e from «, 
is reduced, that is, the regula^on improved. 

2. Over-compoiuuliag on Transmission Lines. 

So. The impressed voltage at the generator end of the line 
was found in the preceding, 



e^ = "^{e + ri + n",)' + (n, - ri)*. (2) 

If the volt^e at the end of the line e shall rise proportionally 
to the power current i, then 

e = 61 + ai; (15) 



«» = ^['^t + {<i + r)i+ xij + (n, - xi)\ (16) 

and herefrom in the same way as in the preceding we get the 
characteristic curve of the transmission. 

If e,= Ci, I, = at no load, and is leading at load. If 
e, < Ci, 1, is always leading, the maximum output is leas than 
before. 

If c„ > e„ ^^ is lagging at no load, becomes zero at some 
intermediate load, and leading at higher load. The maximum 
output is greater than at e„= e,. 

The greater a, the less is the maximum output at the same 
e^ and e,. 

The greater e^, the greater is the maximum output at the 
same e^ and 0, but the greater at the same time the lag^ng cur- 
rent (or less tiie leading current) at no load. 
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EXAMPLES. 

8i. (1.) A constant voltage of c, is impressed upon a trans- 
mission line of impedance Z - r — jx — 10 — 20 j. The volt- 
^e at the receiving end shall be 10,000 at no load as well as at 
full load of 75 amp. power current. The reactive current in 
the receiving circuit is raised proportionally to the load, bo as 
to be lagging at no load, zero at full load or 75 amp., and lead- 
ing beyond this. What voltage e, has to be impressed upon the 
line, and what is the voltage e at the receiving end at ^, J, and 
li load? 

Let I — i, + ji, — current, E^ e voltage in rec«vJQg circuit. 
The generator voltage is then 
E^ = e + ZI 

= e + (r - jz) (i, + jQ 

- (e + r^^ + xt,) + ; {ri^ — art,) 

- (e + lOx, + 20O +jC10i,-20i,); 
or, reduced, 

e^' = (e + ri, + ri,)' + (n", - xi,)*; 

= (e + 10 i, + 20 i,)' + (10 i, - 20 i,)». 
When 

i^ =75,1, =0,e = 10,000; 

substituting these values, 

e,' = 10,750' + 1500* = 117.81 X 10*; 
hence, 

e, = 10,860 volts is the generator voltage. 
When 

i, - 0, c = 10,000, e, -= 1((,860, let t", = t; 

these values substituted ^ve 

117.81 X 10" = (10,000 + 20 I? + 100 i^ 

= 100 X 10* + 400 i" X 10* + 500 t*, 
or, 

i = 44.525 - 1.25 i* 10~'; 

this equation is best solved by approximation, and then gives 
p — 42.3 amp. reactive lag^ng current at no load. 
Since 

V - (e + ri, + xi,y + in, - ri,)'. 
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it follows that 

e •* Ve^ — {Hj — xij* — (ri, + xi^) ; 
or, 

e = VH7.81 X 10*- (10 1,-20 i,)'- (10 i, + 20 1,). 

Subetitutiog herein the values of t, and i, ^vcs e. 





•i- 


'■ 





42.3 


10,000 


26 


2S.2 


10,038 


50 


14.1 


10, 038 


75 





10,000 


100 


-14.1 


0.922 


125 


-28.3 


9,S03 



82. (2.) A constant voltage e, is impressed upon a trans- 
mission line of impedance Z = r — jx = 10 — 10 /. The volt- 
age at the receiving end shall be 10,000 at so load as well as at 
full load of 100 amp. power current. At full load the total 
current shall be in phase with the e.m.f. at the receiving end, 
and at no load a la^ng current of 50 amp. is permitted. How 
much additional reactance x^ is to be inserted, what must be the 
generator voltage e„ and what will be the voltage e at the receiv- ' 
ing end at J load and at Ik load, if the reactive current varies 
proportionally with the load? 



Leti,= 
Let /- 



additional reactance inserted in circuit, 
i, + jij = current. 



= (e + n", + x,i,)^ 
+ (10 1, - i.ij', 



- x,i,)' " (e - 



- x^i^' 



X, = I + x„ = total reactance of circuit between e and e,. 
At no load, 

^^ = 0, i, = 50, e = 10,000; 
thus, substituting, 

e* = (10,000 + 50 1,)' + 250,000. 
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At fuU load, 

1, = 100, z", = 0, e = 10,000; 
thus, substituting, 

e^' = 121 X 10" + 10,000 X*, 
Combining these gives 

(10,000 + 50 z,y + 250,000 - 121 X 10* + 10,000 i,»; 

hmce, 

X, = 66.5 ± 40.8 
- 107.3 or 25.7; 
thus 

I, = X, — I - 97.3, or 15.7 ohms additional reactance. 
Substituting 
I, = 25.7 
gives 

e," = (e + 10 i, + 25.7 g' + (10 1, -25.7i,)», 
but at full load 

^^ " 100, t, = 0, e - 10,000, 
which values substituted give 

c„' = 121 X 10' + 6.605 X 10* = 127.605 X 10*, 
e, = 11,300, generator voltage. 
Since 



e = v'e,' - (10 i, - 25.7 1,)' - (10 i, + 25.7 1,), 
it follows that 



e = n/127.605 X l(f - (10 i^ - 25.7 1,)' - (10 i, + 25.7 tj. 
Substituting for t, and i, gives e. 



V 


'.- 


'■ 



50 

100 
160 


50 

25 



-25 


10,000 
10,105 
10,000 

9,658 
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83. (3.) In a circuit whose voltage e„ fluctuates by 20 per 
cent between 1800 and 2200 volts, a synchronoufl motor of 
internal impedance Z, = r^ — jx^ = 0.5 — 5 ; is connected 
through a reactive coil of impedance 2, = r, — jx^ — 0.5 — 10 j 
and run light, as compensator (that is, generator of reactive 
currents). How will the voltage at the synchronous motor 
termiuals e„ at constant excitation, that is, constant counter 
e,m.f. e •= 2000, vary as function of e,, at no load and at a 
load of t = 100 amp. fwwer current, and what will be the 
reactive current in the synchronous motor? 

Let / = i, + jij = current in receiving circuit of voltage c,. 
Of this current /, ;i, is taken by the synchronous motor of 
counter e.m.f. e, and thus 

E. = e + Zji", 

= e + iji, + jr^^; 
or, reduced, 

e,' = (e + lo^',)' + fo**,*. 
In the supply circuit the voltage is 

£, = E, + IZ, 

= e + J/, + /r,i, + (i, +71,) (r, — ji,) 

= [e + r,i\ + (I, + xj I,] + ; [{r, + rj i, - a:,t,]; 

or, reduced, 

e; = [e + r^\ + (x„ + x,) i,]* + [(r, + r,) i, - x^i^. 

Substituting in the equations for e,' and «,' the above valiilB 
of r, and x,,: at no load, i, = 0, we have >. 

e,* = (e + 5 ij)' + 0.25 i^ and e^ = (e + 15 i,)* + t,' ; 
at full load, i, - 100, we have 

e^ = (e + 5 i,)* + 0.25 i*, 

c,' = (c + 50 + 15 i,)' + {1:, - 1000)=, 
and at no load, t, ■= 0, substituting e = 2000, we have 

e* - (2000 +5t,)» +0.25iV, 

V = (2000 + 15 i,)' + i,'; 
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at full load, i, — 100, we have 

e,' - (2000 + 5i,)* + 0.25 1",», 

e,' = (2050 + 15 1,)' + (i, - 1000)*. 

Substituting herein e^ = successively 1800, 1900, 2000, 2100, 
2200, gives values of i„ which, substituted in the equation for 
«,', g^ve the corresponding values of e, as recorded in the follow- 
ing table. 

As seen, in the local circuit controlled by the synchronous 
compensator, and separated by reactance from the main circuit 
of fluctuating voltage, the fluctuations of voltage appear in a 
greatly reduced magnitude only, and could be entirely eliminated 
1^ varying the excitation of the synchronous compensator. 



.-2.000. 1 


*»■ 


No load. >, - 0. Full kmd. {, -^ 100. 1 


h- 


1 


'i- 


I.SOO 
1,900 
2,000 
2,100 
S.ZOO 


-13.3 

-y 

+ 6.7 


1,B37 
1,965 
2.000 
2.035 

2,074 


-38 

-30.1 
-22 

-13.5 
- 9.5 


1,S10 
1,850 

1,886 
1,935 
1,970 



17. DCPEDAHCE AHD ADMITTANCE. 

84. In direct-current circuits the most important law is 
Ohm's law, g g 

i '= -y or e — ir, or r = - , 

r I 

where e is the e.m.f. impressed upon resistance r to produce 
current i therein. 

Since in alternating-current circuits a current i through a 
resistance r may produce additional e.m.fs. therein, when apply- 
ing Ohm's law, i = - to alternating current circuits, e is the 

total e.m.f. resulting from the impressed e.m.f. and all e.m.fs. 
produced by the current i in the circuit. 

Such counter e.m.fs. may be due to inductance, as self-indue- 
tance, or mutual inductance, to capacity, chemical polarization, 
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The counter e.m.f. of selHnduction, or e.m.f, generated by the 
magnetic field produced by the altenmting current i, is repre- 
sented by a quantity of the same dimensions as resistance, and 
measured in ohms: reactance x. The e.m.f. consumed by 
reactance x is in quadrature with the current, that consumed 
by resistance r in phase with the current. 

Reactance and resistance combined ^ve the impedance, 



or, in symbolic or vector representation, 
Z '-r - jx. 

In general in an alternating-current circuit of current i, the 
e.m.f. e can be resolved in two components, a power component 
e, in phase with the current, and a wattless or reactive com- 
ponent e, in quadrature with the current. 

The quantity 
fij power e.m.f., or e.m.f. in phase with the current _ 
i current * 

is called the effective resislance. 

The quantity 
Cj _ reactive e.m.f., or e.m.f. in quadrature with the current 
t current * 

is called the effective reactance of the cirouit. 

And the quantity 

2, = Vr,' + X * 
or, in symbolic representation, 

Z^-r^- JI, 
is the impedance of the circuit. 

If power is consumed in the cireuit only by the ohmic resist- 
ance r, and counter e.m.f. produced only by self-inductance, the 
effective resistance r^ is the true or ohmic resistance r, and the 
effective reactance x, is the true or inductive reactance x. 

By means of the terms effective resistance, effective reactance, 
and impedance. Ohm's law can be expressed in alternating- 
current circuits in the form 



- ; U) 

v'r,' + X,* 
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or, € = «, = t Vr,' + a;,'; 


(2) 


or, ^^ = Vr,' + i,* = -; 


(3) 


or, in Bymbolic or vector representation, 




!-'= ".: 


w 


■ Z, T^-IX' 




or, £- /Z, - ;(r,-)i,); 


(6) 


, . E 
OP, Z, - r, - ji, - -J- ■ 


(6) 



In this latter form Ohm's law expresses not only the intensity 
but also the phase relation of the quantities; thus 
e, = ir, = power component of e.m,{., 
«,= «:,= reactive component of e.m.f. 

85. Instead of the term impedance z = - with its components, 
the reliance and reactance, its reciprocal can be introduced. 



which is called the admiUance. 

The components of the admittance are called the conduc- 
tance and susceptance. 

Resolving the current i into a power component t, in phase 
with the e.m.f. and a wattless component i, in quadrature with 
the e.m.f., the quantity 

ij power current, or current in phase with e.m.f. 

e " e.m.f. °" ^ 

is called the comiuetance. 
The quantity 

I, reactive current, or current in quadrature with e.m.f. _ , 
e e.m.f. 

is called the susceptance of the circuit. 

The conductance represents the current in phase with the 
e.m.f. or power current, the susceptance the current in quad- 
rature with the e.m.f. or reactive current. 
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y = Vg'+b'; 


or, 


in symbolic 


; or 


vector representation, 
Y-S + ib. 


Thus Ohm's 


law 


can also be written in the form 








i . ej, _ e v/j" + y; 


or, 






, ' • . 




y Vg- + f' 


or, 






y.Vg'+V-t; 
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Conductance g and ausceptance 6 combined ^ve the admittance 

(7) 

(8) 
(9) 

m 
ai) 

e 
or, in symbolic or vector representation, 

I-EY -E(s + ib); (12) 

(13) 

(M) 

and i, = eg = power component of current, 

I, = eb = reactive component of current. 

86. According to circumstances, sometimes the use of the 
terms impedance, resistance, reactance, sometimes the use of the 
terms admittance, conductance, susceptance, is more convenient. 

Since, in a number of series-connected circuits, the total 
e.m.f., in symbolic representation, is the sum of the individual 
e.m.fs., it follows that in a number of series-connected circuits 
the total impedance, in symbolic expression, is the sum of the 
impedances of the individual circuits connected in series. 

Since, in a number of parallel-connected circuits, the total 
current, in symbolic representation, is the sum of the individual 
currents, it follows that in a number of parallel-connected cir^ 
cuits the total admittance, in symbolic expression, is the sum 
of the admittances of the individual circuits connected in parallel. 
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Thus in series connectioD the use of the term impedance, id 
parallel connection the use of the term admittaoce, is generally 
more convenient. 

Since in symboUc representation 

Y--^; (15) 



or, 




ZY- 1; 


(16) 


that is, 


<.r 


-)x)Cs+)«-l; 


(17) 


it follows that 










i'S 


+ xb) +j (rb -xg) ~ 1; 




thatb 




rg + lb = 1, 
Tb -xg ^0. 




Tbm, 




r " -2-, 

9" + '' y- 


(18) 






X- ^ ', 

f + tf y- 


(19) 






'-,' + ^-^' 


(20) 






1. a; z . 
'"r' + ^-y- 


(21) 



or, in absolute values, 

y=\, (22) 

2!/ = 1, (23) 

(r' + J*) (s» + 6*) = 1. (24) 

Thereby the admittance with its components, the conduc- 
tance and suBceptance, can be calculated from the impedance 
and its components, the resistance and reactance, and inversely. 

If X => 0, z = r and g =-, that is, p is the reciprocal of the 

resistance in a non-inductive circuit; not so, however, in an 
inductive circuit. 

EXAMPLES. 

87. (1.) In a quarter-phase induction motor having an 
impressed e.m.f. e — 110 volts per phase, the current is /, = 
*i + ih = 100 + 100 / at standstill, the torque = D^. 
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The two phases are conneeted in series in a single-phase cir- 
cuit of e.ra.f. e =- 220, and one phase shunted by a condenser of 
1 ohm capacity reactance. 

What is the starting torque D of the motor under these con- 
ditions, compared with D^, the torque on a quarter-phase cir- 
cuit, and what the relative torque per volt-ampere imput, if the 
torque is proportional to the product of the e.m.f9. impressed 
upon the two circuits and the sine of the angle of phase dis- 
placement between them? 

In the quarter-phase motor the torque is 
D^ = oe* = 12,100 a, 
where a is a constant. The volt-ampere input is 
P.^~2e v'l/ + i; = 31,200; 
hence, the "apparent torque efficiency," or torque per volt- 
ampere input, 

The admittance per motor circuit is 

y = - = 0.91 + 0.91 7, 
e 
the impedance is 

z ' "" no (100 -100 j) _ „ . 

; 100+100 J (100 + 100 j) (100- 100 j) '■ 

the admittance of the condenser is 

thus, the joint admittance of the circuit shunted by the con- 
denser is 

r, - y + y, - 0.91 + 0.91 j - j 

- 0.91 - 0.09 )■; 
its impedance is 

■7 ' 1 0.91 + 0.09 j ,„„,„„. 

^' - F; - 0.91 - 0.09 ,■ - 0.91- + 0.0^ - '■'* + "■" '■ 
and the total impedance of the two citxjuits in series is 

- 0.55 - 0.55 J + 1.09 + 0.11 ; 

- 1.64 -0.44). 
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HeDce, the current, at impressed e.m.r. e — 220, 

.. j_ 220 220 (1.64 + 0.44 1) 

■''''■" Z,"l.tj4 -0.44) 1.64' +0.44' 

- 125 + 33.5]; 
or, reduced, 



1 - ^125' + 33.6" 
— 129.4 amp. 
Thus, the volt-ampere input, 

P. - e/ - 220 X 129.4 
- 28,470. 
The e.m.fs. acting upon the two motor circuits respectively are 
?i - (2, - (125 + 33.5 )) (1.09 + 0.11 f) - 132.8 + 50.4 ) 
and 
E' - IZ- (125 + 33.51) (0.55 -0.55)) -87.2 -50.4). 
Thus, the tangents of their ptiase angles are 

tan 9, - + ~g - + 0.30; hence, », - + 21°; 

.'in 4 
tan 8- - - 2^ - - 0.579; hence, «" - - 30°; 

and the phase difference, 

»_«,-«'_ 51°. 
The absolute values of these e.m.fs. are 



e, - V132.8 + S0.4' - 141.5 

and 

e" - \/87.2' - 60.4' - 100.7; 
thus, the toique is 

D = ojB^fi sin & 
- 11,100 a; 
aod the apparent torque efficiency is 
O 11,100 a .„„ 
"-KffiiiTO-"''"- 
Hence, comparing this with the quartei^phase motor, the 
relative torque is 

D 11.100 a 
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and the relative torque per volt-ampere, or relative apparent 
torque tfficiency, is 

,^0.388 a -^■*^^- 

88. (2.) At constant field excitation, corresponding to a 
nominal generated e.m.f. c„ = 12,000, a generator of synchro- 
nous impedance Z^ ^ r^— jx^ = 0.6 — 60/ feeds over a trans- 
mission line of impedance Z, = r^- jx^ = 12 — 18/, and of 
capacity susceptance 0.003, a non-inductive receiving circuit. 
How will the voltage at the receiving end, e, and the voltage at 
the generator terminals,^,, vary with the load if the line capacity 
is represented by a condenser shunted across the middle of the 
line? 

Let / — 1 -• current in receiving circuit, in phase with the 
e.m.f., S « c. 

The voltage in the middle of the line is 

C - C , ^1 T 



The capacity susceptance of the line is, in symbolic expression, 
Y = — 0.003 /; thus the charging current is 

/, = £,y = - 0.003 ; (e + 6 i - 9 tj") 

= - 0.027 i -/ (0.003 e + 0.018 1"), 
and the total current is 

1^=1 + /,- 0.973 t-/(0.003e + 0.018i). 
Thus, the voltage at the generator end of the Hne is 

£.-£.+!?. 

- e + 6i-9tj + (6-9j)[0.973i-j(0.003e+0.018i)] 

- (0.973« + ll.OSt) - J (17-87« + O.OlSe), 
and the nominal generated e.m.f. of the generator is 

E,- E, + Z,I, 

- (0.973e + 11.68t) - j (17.87i + O.OlSe) + (0.6 ~ 60 j) 

(0.973 i - j (0.003 e + 0.018 i)] 

- (0.793c + 11.18i)-j(76.26i +0.02e); 
or, reduced, and e^ = 12,000 sutistitutcd, 

e," - 144 X IC - (0.793e + ll.lSi)" + (76.26» + 0.02e)': 



D„iz,db,Google 



IMPEDANCE AND ADMITTANCE. 



e" + 33ri + 9450i' - 229 X 10", 



e - - 10.5 i + V229 X Kf - 9178 f, 
e, - v^ (0.973 « + 11.68 i)' + (17.87 i + 0.018 e)": 
i - 0, « - 15,133, «, - 14,700; 
e = 0, I = 155.6. e. - 3327. 



MM 






'V^ »« 


^S^. 


^^i. 


^% 


^^ 


E5 


4^V 


^3 - 


, \_ ». 


vx - 




r ,» 


-4-4-^ — i!r4-bPy-w- fe Yw ^^^ iL-iM ll ilo^ — 



Fig. 41. ReacUve Load ChuactariBtics of a TranamUsion Line fed b; a 
SjDchronooB GeueiaUir with Constant Field Excitation. 



Substituting different values for i gives 



•■- 


•■ 


•i- 


i. 


•■ 


... 





15.133 


14.700 


100 


10,050 


11,100 


Z5 


U.JSS 


14,400 


125 


7,188 


8,800 


SO 


13,S2S 


13.800 


ISO 


2,32S 


4,S4D 


75 


I2,0S3 


12,730 


155.6 





3,327 



which values are plotted in Fig. 41. 
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18. EQUIVALENT SIHE WAVES. 

89. lo the preceding chapters, alternating waves have been 
assumed and considered as sine waves. 

The general alternating wave is, however, never completely, 
frequently not even approximately, a sine wave. 

A sine wave having the same effective value, that is, the 
same square root of mean squares of instantaneous values, as a 
general alternating wave, is called its corresponding "equivalent 
sine wave." It represents the same effect as the general 
wave. 

With two alternating waves of different shapes, the phase 
relation or angle of lag is indefinite. Their equivalent sine 
waves, however, have a definite phase relation, that which 
gives the same effect as the general wave, that is, the same 
mean (ei). 

Hence if e = e.m.f. and t = current of a general alternating 
wave, their equivaJent sine waves are defined by 



cos e,i. 



c, = Vmean {e'), 
\ = v^mean (f); 
and the power is 

Po = ^0*0 <'03 c„i„ »- mean (ei) ; 
thus, 

mean (et) 

■v/mean (c*) Vmean (f) 

Since by defimtion the equivalent sine waves of the general 
alternating waves have the same effective value or intensity 
and the same power or effect, it follows that in regard to inten- 
sity and effect the general alternating waves can be represented 
by their equivalent sine waves. 

Considering in the preceding the alternating currents as equiva- 
lent sine waves representing general alternating waves, the 
investigation becomes applicable to any alternating circuit 
irrespective of the wave shape. 

The use of the terms reactance, impedance, etc., implies that 
a wave is a sine wave or represented by an equivsJent sine 
wave. 
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Practically all measuring instruments of alternating waves 
(with exception of instantaneous methods) as ammeters, volt- 
meters, wattmeters, etc., give not general alternating waves 
but their corresponding equivalent sine waves. 



EXAMPLES. 

90. In a 25-cycle alternating-current transformer, at 1000 
volts primary impressed e.m.f., of a wave shape as shown in 
Fig. 42 and Table I, the 
number of primary turns 
is 500, the length of the 
magnetic circuit 50 cm,, 
and its section shall be 
chosen so as to give a max- 
imum density CB = 15,000. 

At this density the hys- 
teretic cycle is as shown in 
Fig. 43 and Table II. 

What is the shape of 
current wave, and what 




Fig. 42. Wave-shape of e. 
Example 90. 



the equivalent sine waves of e.m.f., magnetism, and current? 
The calculation is carried out in attached table. 



x 







± 8.000 




+ 10,400- 2,500 




+ 11,700+ 5,800 




+ 12,400+ 9,300 




+ 13,000+11,200 




+ 13,500+12,400 




+ 13,900+13,200 




+ 14.200+13,800 




+ 14,500+14,300 




+ 14,800+14,700 


20 


+ 15,000 



In column (1) are given the degrees, in column (2) the relative 
values of instantaneous e.m.fs., e corresponding thereto, as taken 
from Fig. 42. 
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Column (3) ^ves the squares of e. Their sum ie S 
thus the mean square,- ■ ' ° 



' 1385.5, and the effective value, 



e' = ^1385.5 = 37.22. 
Since the effective value of impressed e.m.f, ia -= 1000, tl 
instantaneous values are fi„ = e- ^ - as ^ven in column (4). 




Fig. 43. Hysteratic Cycle in Example M. 

Since the e,m,f. e^ is' proportional to the rate of change of 
magnetic flux, that is, to the differential coefBcient of (B, OS is 
proportional to the integral of the e.m.f., that is, to Se,, pliis 
an integration constant. Se,, is given in column (5), and the 
integration constant follows from the condition that (B at 180° 
must be equal, but opposite in sign, to <& at 0°, The integration 
constant is, therefore. 



-JS. 



14,6t8 
2 



-7324, 



and by subtracting 7324 from the values in column (5) the 
values of (B' of column (6) are found as the relative instantaneous 
values of magnetic flux density. 
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f 


-7,324 
-7.296 
-7,203 
-6.987 
-6.610 
-6,019 
-5,184 
-4,084 
-2.739 
-1,259 
+ 276 
+ 1,836 
+ 3.396 
+ 4,904 
+ 6,059 
+ 6.839 
+ 7.216 
+ 7,324 
+ 7.324 




s J 




27 

121 

337 

7U 

1,305 

2,140 

3,240 

4,585 

6,065 

7,600 

9,160 

10,720 

12,228 

13,383 

14,163 

14,540 

14,848 

14,848 
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84 
196 
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961 
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3,025 

3,249 

3,364 

3,364 
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841 

196 

16 
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Since the maximum ma^etio flux density is 15,000 the in- 
stantaneous values are ffl = <B' —-'-■■- , plotted in column (7). 

From the hysteresis cycle in Fig. 43 are taken the values of 
magnetizing force X, corresponding to magnetic flux density (B. 
They are recorded in column (8), and in column (9) the instan- 
taneous values of m.m.f. ff = IK, where I = 50 = length of 
magnetic circuit, 

i = -, where n = 500 = number of turns of the electric 

n 

circuit, gives thus the exciting current in column (10). 
Column (11) gives the squares of the exciting current, x*. 
25.85 
18 

the effective value of exciting current, i' = V 1.436 = 1.198 
amp. 
Column (12) pves the instantaneous values of power, p -= ie,. 
4766 



= 264.8. 



- t'e/ cos d, 



where c,' and i' are the equivalent sine waves of e.m.f. and of 
current respectively, and d their phase displacement, substitut- 
ing these numerical values of j/, e', and i', we have 





204.8 - 1000 


X 1.198 cos » 


hence, 








COSI? = 


0.221, 




» - 


77.2», 


and the angle of 


hysteretic advance of phase. 




o - 90° - 


e - 12.8°. 


The hysteresis 


current is ther 






i' cos d = 


0.265, 


and the magnetizing current, 






i' sin 9 - 


1.165. 
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Adding the instantaneous values of e.m.f. e„ in column (4) 

14 648 
gives 14,648; thus the mean value, — t^— = 813.8. Since the 

effective value is 1000, the mean value of a sine wave would be 




Fig. 44. Waves ol Ezcitiog Current. 
Power and Flnz Density Correspond- 
ing to e!m.t. in Fig. 42 and Hyiteretio 
Cycle in Fig. 48, 



Fig. 46. Corresponding Sine Waves 
for e.m.f. and EzciUng Current In 
Fig. 44. 



Adding the instantaneous values of current i in column (10), 
irrespective of their sign, ^ves 17.17; thus the mean value, 

^~- = 0.954. Since the effective value = 1.198, the form 



factor is 



r = ? 



■ = 1.12. 



The instantaneous values, of e.m.f. e„ current, i, flux density 
(B and power p are plotted in Fig. 44, their corresponding sine 
waves in Fig. 45. 
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PART II. 
SPECIAL APPARATUS. 



INTRODUCTION. 

I. By the direction of the energy transmitted, electric ma^ 
chines have been divided into generators and motors. By the 
character of the electric power they have been distinguished as 
direct-current and as alternating-current apparatus. 

With the advance of electrical engineering, however, these 
subdivisions have become unsatisfactory and insufficient. 

The division into generators and motors is not based on any 
characteristic feature of the apparatus, and is thus not rational. 
Practically any electric generator can be used as motor, and 
conversely, and frequently one and the same machine is used for 
either purpose. Where a difference is made in the construc- 
tion, it is either only quantitative, as, for instance, in synchro- 
nous motors a much higher armature reaction is used than in 
synchronous generators, or it is in minor features, as direct-cur- 
rent motors usually have only one field winding, either shunt or 
series, while in generators frequently a compound field is em- 
ployed. Furthermore, apparatus have been introduced which 
are neither motors nor generators, as the synchronous machine 
producing wattless lagging or leading current, etc., and the 
different types of converters. 

The subdivision into direct-current and alternating-current 
apparatus is unsatisfactory, since it includes in the same class 
apparatus of entirely different character, as the induction 
motor and the alternating-current generator, or the constant- 
potential commutating machine and the rectifying arc light 
machine. 

Thus the following classification, based on the characteristic 
features of the apparatus, has been adopted by the A. I. E. E. 
Standardizing Committee, and is used in the following dis- 

120 
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cusaon. It refers only to the apparatus transforming between 
electric and electric and between electric and mechanical 
power. 

1st. CommiUaiing machines, consisting of a magnetic field 
and a closed-coil armature, connected with a multi-segmental 
commutator. 

2d. SynckroTious Tnackines, consisting of a undirectional mag- 
netic field and an armature revolving relatively to the mag- 
netic field at a velocity synchronous with the frequency of the 
alternating-current circuit connected thereto. 

3d. Rectifying apparatus; that is, apparatus reversing the 
direction of an alternating current synchronously with the 
frequency. 

4th. Induction machines, consisting of an alternating mag- 
netic circuit or circuits interlinked with two electric circuits or 
sets of circuits moving with regard to each other. 

5th. Stationary induction apparatus, consisting of a magnetic 
circuit interlinltei with one or more electric circuits. 

6th, Electrostaiic and electrolytic apparatus as condensers 
and polarization cells. 

Apparatus changing from one to a different form of electric 
enei^ have been defined as: 

A. Transformers, when using magnetism, and as 

B. Converters, when using mechanical momentum as inter- 
mediary form of energy. 

The transformers as a rule are stationary, the converters 
rotary apparatus. Motor-generators transforming from electri- 
cal over mechanical to electric power by two separate machines, 
and dynamotors, in which these two machines are combined in 
the same structure, are not included under converters. 

2. (1.) Direct-current commvialing machines as generators are 
usually built to produce constant potential for railway, incan- 
descent lighting, and general distribution. Only rarely they 
are designed for approximately constant power for electro-metal- 
lur^cal work, or approximately constant current for series in- 
candescent or arc lighting. As mMors commutating machines 
ffve approximately constant speed, — shunt motors, — or large 
starting torque, — series motors. ■* 

When inserted in series in a cireuit, and controlled so as to 
give an e.m.f. varying with the conditions of load on the system, 
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these machines are "boosters," and are generators when nusii^ 
the voltage, and motors when lowering it. 

Commutating machines may be used as dired-currerU con- 
verters by transforming power from one side to the other ade 
of a three-wire system, 

AH^mating-curretU commutating machiries are mainly used as 
single-phase r^lway motors. 

(2.) While in commutating machines the magnetic field ia 
almost always stationary and the armature rotating, synchro- 
nous machines were built with stationary field and revolving ar- 
mature, or with stationary armature and revolving field, or as 
inductor machines with stationary armature and stationary field 
winding but revolving magnetic circuit. Generally now the 
revolving field type is used. 

By the number and character of the alternating circuits con- 
nected to them they are single-phase or polyphase machines. 
As generaiors they comprise practically all single-phase and poly- 
phase alternating-current generators ; as motors a very important 
class of apparatus, the synchronous motors, which are usually 
preferred for large powers, especially where frequent starting 
and considerable starting torque are not needed. Synchronous 
machines may be used as compensators to produce wattless 
current, leading by over-excitation, la^ng by undcr-excitation, 
or may be used as phase converters by operating a polyphase 
synchronous motor by one pair of terminals from a single-phase 
circuit. The most important class of converters, however, are 
the synchronous commutating machines, to which, therefore, a 
special chapter will be devoted in the following. 

Inserted in series to another synchronous machine, and rigidly 
connected thereto, synchronous machines are also occasionally 
used as boosters. 

Synchronous commutaiing machines contain a unidirectional 
magnetic field and a closed circuit armature connected amul- 
taneously to a segmental direct-current commutator and by 
collector rings to an alternating circuit, generally a polyphase 
system. Thus these machines can either receive alternating and 
yield direct current power as synchronous converters or simply 
"converters," or receive direct and yield alternating current 
power as inverted c<mverters, or driven by mechanical power 
yield alternating and direct current as double-current generators. 
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Or they can combine motor and generator action with their 
converter action. Thus a common combination is a synchro- 
nous converter supplying a certwn amount of mechanical power 
as a synchronous motor. 

(3.) Rectifying machines are apparatus which by a synchro- 
nously revolving rectifying commutator send the successive half 
waves of an alternating single-phase or polyphase circuit in the 
same direction into the receiving circuit. The most important 
class of such apparatus are the open-coil arc light machines, 
which generate the rectified e.m.f. at approximately constant 
current, in a star-connected three-phase armature in the Thora- 
Bon-Houston, as quarter-phase e.m.f. in the Brush arc-light 
machine. 

(4.) Induction machines are generally used as motors, poly- 
phase or single-phase. In this case they run at practically 
constant speed, slowing down slightly with increasing load. 
As generators the frequency of the e.m.f. supplied by them 
differs from and is lower than the frequency of rotation, but 
their operation depends upon the phase relation of the external 
circuit. As phase converters induction machines can be used 
in the same manner as synchronous machines. Another im- 
portant use besides as motors is, however, as freguency con- 
verters, by changing from an impressed primary polyphase 
system to a secondary polyphase system of different frequency. 
In this case, when lowering the frequency, mechanical energy is 
also produced ; when raising the frequency, mechanical energy 
is consumed. 

(5.) The most important slationary induction apparatus is the 
transformer, consisting of two electric circuits interlinked with 
the same magnetic circuit. When using the same or part of the 
same electric circuit for primary and secondary, the transformer 
is called an auto-transformer or compensator. When inserted in 
series into a circuit, and arranged to vary the e.m.f,, the trans- 
former is called potential regulator or booster. The variation of 
secondary e.m.f. may be secured by varying the relative number 
of primary and secondary turns, or by varying the mutual 
inductance between primary and secondary circuit, either elec- 
trically or magnetically. The stationary induction apparatus 
with one electric circuit are used for producing wattless lag^ng 
currents, as reactive or choking coils. 
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(6.) Condensers and polarizaiion cells produce wattless leading 
currents, the latter, however, usually at a low eEBciency, while 
the efficiency of the condenser is extremely high, frequently 
above 99 per cent ; that is, the loss of power is less than 1 per cent 
of the apparent volt-ampere input. 

Unipolar, or, more correctly, non-polar, or acyclic machines 
are apparatus in which a conductor cuts a continuous magnetic 
field at a uniform rate. They have become of industrial impor- 
tance with the development of high-speed prime movers, 

Kcgarding apparatus transforming between electric energy 
and forms of energy differing from electric or mechanical energy ; 
The transformation between electrical and chemical energy is 
represented by the primary and secondary battery and the 
electrolytic cell; the transformation between electrical and heat 
enei^ by the thermopile and the electric heater or electric fur- 
nace; the transformation between electrical and light energy by 
the incandescent and arc lamps. 
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A. SYffCHROITOUS MACHIHES. 
I. General. 

3. The most impoii^Dt class of alternating-current apparatus 
consists of the synchronous machines. They comprise the 
alternating-current generators, single-phase and polyphase, the 
synchronous motors, the phase compensators, the synchronous 
boosters and the exciters of induction generators, that is, syn- 
chronous machines producing wattless lagging or leading cur- 
rents, and the converters. Since the latter combine features 
of the commutating machines with those of the synchronous 
machines they will be considered separately. 

In the synchronous machines the terminal voltage and the 
generated e.m.f. are in synchronism with, that is, of the same 
frequency as, the speed of rotation. 

These machines consist of an armature, in which e.m.f. is 
generated by the rotation relatively to a magnetic field, and a 
continuous magnetic field, excited either by direct current, or 
by the reaction of displaced phase armature currents, or by 
permanent magnetism. 

The formula for the e,ra.f, generated in synchronous machines, 
commonly called alternators, is 

E = ■^2nfn<b = 4.44 /n*, 

where n is the number of armature turns in series interUnked 
with the magnetic flux <!> (in megalines per pole), / the fre- 
quency of rotation (in hundreds of cycles per second), E the 
e.m,f, generated in the armature turns. 

This formula assume a sine wave of e.m.f. If the e.m.f. 
wave differs from sine shape, the e.m.f. is 
E = 4.44 r/n*, 

2 V2 
where j = form factor of the wave, or times ratio of 

effective to mean value of wave, that is, the ratio of the effective 
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value of the generated e.m.f. to that of a sine wave generated 
by the same magnetic flux at the same frequency. 

The foiTO factor /■ depends upon the wave shape of the gener- 
ated e,m.f. The wave shape of e.m.f. generated in a single 
conductor on the armature surface is identical with that of the 
distribution of magnetic fiux at the armature surface and will 
be discussed more fully in the chapter on commutating machines. 
The wave of total e.ni.f. is the sum of the waves of e.m.f. in the 
individual conductors, added in their proper phase relation, 
as corresponding to their relative positions on the armature 
surface. 

4. In a y or star-connected three-phase machine, if ff, = 
e.m.f. per circuit, or Y or star e.m.f., E = E^ V3 is the e.m.f. 
between terminab or A (delta) or ring e.m.f., since two e.m.fs. 
displaced by 60 degrees are connected in series between terminals 
(VZ ^ 2 cos 30°). 

In a A-eonnected three-phase machine, the e.m.f. per circuit 
is the e.m.f. between the terminus, or A e.m.f. 

In a F-connected three-phase machine, the current per cir- 
cuit is the current issuing from each terminal, or the line current, 
or Y current, 

In a A-connected three-phase machine, if /„ = current per 
circuit, or A current, the current issuing from each terminal, 
or the Une or Y current, is 

/ = /, v^. 

Thus in a three-pnase system, A current and e.m.f., and Y 
current and e.m.f. (or ring and start current and e.m.f. respec- 
tively), are to be distinguished. They stand in the proportion 
1-t- Vs. 

As a rule, wnen speaking of current and of e.ra.f. in a three- 
phase system, under current the Y current or current per line, and 
under e.m.f. the A e.ra.f. or e.m.f. between lines is understood. 

5. While the voltage wave of a single conductor has the 
same shape as the distribution of the magnetic flux at the arma- 
ture circumference and so may differ considerably from a sine, 
that is, contains pronounced higher harmonics, the terminal 
voltage is the resultant of the waves of many conductors, and, 
especially with a distributed armature winding, shows the 
higher harmonics in a much reduced degree; that is, the resultant 
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is nearer Mne shape, and some harmonica may be entirely elimi- 
nated in the terminal voltage wave, though they may appear in 
the voltage wave of a single conductor. Thus, for instance, in 
a three-phase F-connected machine, the voltage per circuit, or 
Y voltage, may contain a third harmonic and multiples thereof, 
while in the voltage between the terminals this third harmonic 
is eliminated. The voltage between the terminals is the resul- 
tant of two Y voltages, displaced from each other by 60 degrees. 
Sixty degrees for the fundamental, however, is 3 X 60"^ = 180°, or 
opposition for the third harmonic; that is, the third harmonics 
in those two Y voltages, which combine to the delta or terminal 
voltage, are opposite, and so neutrahze each other. 

Even in a single turn, harmonics existing in the magnetic 
field and thus in the single conductor can be eliminated by 
fractional pitch. Thus, if the pitch of the armature turn is not 



of a half wave for the fundamental, and thus a whole half wave for 
the nth harmonic, so that their nth hannonics are in opposition 
and thus cancel. Fractional pitch winding of a "pitch defi- 



with 80 per cent pitch, the fifth harmonic canaot exist. 

In this manner higher harmonics of the e.m.f. wave can be 
reduced or entirely ehminated, though in general, with a dis- 
tributed winding, the wave shape is sufficiently close to sine 
shape without special precaution being taken in the design. 

II. Electromotive Forces. 

6. In a synchronous machine we have to distinguish between 
terminal voltage E, real generated e.m.f. E„ virtual generated 
e.m.f. Ej, and nominal generated e.m.f. E^. 

The real generated e.m.f. E, is the c.m.f. generated in the alter- 
nator armature turns by the resultant m^netic flux, or mag- 
netic flux interlinked with them, that is, by the magnetic flux 
passing through the armature core. It is equal to the terminal 
voltage plus the e.m.f. consumed by the resistance of the arma- 
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ture, these two cm.fs. being taken in their proper phase relation; 
thus 

B^= E + It, 
where / = current in armature, r => effective resistance. 

The virtual generated e,m,f. E^ is the e.m,f. which would be 
generated by the flux produced by the field poles, or flux corre- 
sponding to the resultant m.m.f., that is, the resultant of the 
ni.m.fs. of field excitation and of armature reaction. Since the 
magnetic flux produced by the annature, or flux of armature 
self-inductance, combines with the field flux to the resultant flux, 
the flux produced by the field poles does not pass through the 
armature completely, and the virtual e.m.f. and the real gen- 
erated e.ra.f, difi'er from each other by the e.m.f. of armature 
self-inductance; but the virtual generated e.m.f., as well as the 
e.m.f, generated in the armature by self-inductance, have no 
real and independent existence, but are merely fictitious com- 
ponents of the real or resultant generated e.m,f, £,. 

The virtual generated e.m.f. is 

jE, = E, -ilx, 
where X is the self-inductive armature reactance, and the e.m.f. 
consumed by self-inductance Ix is to be combined with the real 
generated e.m.f. E, in the proper phase relation. 

7. The nominal generated e.ra.f. E^ is the e.m.f. which would 
be generated by the field excitation if there were neither self- 
inductance nor armature reaction, and the saturation were the 
same aa corresponds to the real generated e.m.f. It thus does 
not correspond to any magnetic flux, and has no existence at all, 
but is merely a fictitious quantity, which, however, is very useful 
for the investigation of alternators by allowing the combination 
of armature reaction and self-inductance into a single effect by 
a (fictitious) self-inductance or synchronous reactance x^. The 
nominal generated e.m.f. would be the terminal voltage with 
open circuit and load excitation if the saturation curve were a 
strmght line. 

The synchronous reactance x, is thus a quantity combining 
armature reaction and self-inductance of the alternator. It ia 
the only quantity which can easily be determined by experiment 
by running the alternator on short-circuit with excited field. If 
in this case /, = current, /*„ = loss of power in the annature 
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coils, £g ^ e.in.f. corresponding to the field excitation at open 

circuit, -J* = z, is the synchronous impedance, jf ^ r^ is the 

effectiv e resista nce (ohmic resistance plus load losses), and 
X, = Vzo' — r^ the synchronous reactance. 

In this feature lies the importance of the term "nominal 
e.m.f." E^ 

E^" E,- jlx„ 

the terms being combined in their proper phase relation. In a 
polyphase machine, these considerations apply to each of the 
machine circuits individually. 

III. Annature Reactioa. 
8. The magnetic flux in the held of an alternator under load 
is produced by the resultant m.m.f. of the field exciting current 
and of the armature current. It depends upon the phase rela- 
tion of the armature current. The e.m.f. generated by the field 




exciting current or the nominal generated e.m,r, reaches a max- 
imum when the armature coil faces the position midway between 
the field poles, as shown in Fig. 46, A and A'. Thus, if the 
armature current is in phase with the nominal generated e.m.f., 
it reaches its maximum in the same position A, A' of armature 
coil as the nominal generated e-m.f., and thus ma^etizes the 
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preceding, demagQetizea the following magnet pole (in the 
direction of rotation) in an alternating-current generator A ; 
magnetizes the following and demagnetizes the preceding mag- 
net pole in a synchronous motor A' (since in a generator the 
rotation is against, in a synchronous motor with the magnetic 
attractions and repulsions between field and armature). In 
this case the armature current neither magnetizes nor demag- 
netizes the field as a whole, but magnetizes the one side, demag- 
netizes the other side of each field pole, and thus merely distorts 
the magnetic field. 

9- If the armature current lags behind the nominal generated 
e.m.f,, it reaches its maximum in a position where the armature 
coil already faces the next magnetic pole, as shown in Fig. 46, 
B and B', and thus demagnetizes the field in a generator B, 
monetizes it in a synchronous motor B'. 

If the armature current leads the nominal generated e.m.f., 
it reaches its maximum in an eaiiier position, while the arma- 
ture coil still partly faces the preceding magnet pole, as shown 
in Fig. 4G, C and C, and thus 
magnetizes the field in a gener- 
ator, Fig. 46, C, and demag- 
netizes it in a synchronous 
motor C, 

With non-inductive load, or 
with the current in phase with 
the terminal voltage of an 
alternating-current generator, 
the current lags behind the 
nominal generated e.m.f., due 
to armature reaction and self- 
inductance, and thus partly de- 
magnetizes; that is, the voltage 
is lower under load than at no 
load with the same field exci- 
tation. In other words, lad- 
ing current demagnetizes and 
leading current magnetizes the 
field of an alternating-current generator, while the opposite is 
the case with a synchronous motor, 
10. In Fig. 47 let OF = £F = resultant m.m.f . of field exci- 
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tation and armature current (the ni.m.f, of the field excita- 
tion being alternating with regard to the armature coil, due to 
its rotation) and ff, the lag of the current / behind the virtual 
e,m.f. £, generated by the resultant m.m.f. 

The virtual e.m.f. £, lags in time 90 degrees behind the result- 
ant flux of 05, and is thus rcpresental by OE^ m Fig. 47, and 
the m.m.f. of t he armature current ffo by Os^, lagging by angle 
fl, behind 0£,. The resultant m.m.f. Os is the diagonal of the 
parallelogra m w ith the component m.m.Es, 03^ = armature 
m.m.f. and Off, = total impressed m.m.f. or field e xcita tion, as 
sides, and from this construction 0J„ \s found. Off„ is thus 
the position of the field pole with regard to the armature. It 
is tiigonometiically. 



ff, = VJ" + ff„' + 2 5To sin e,. 

If / => current per armature turn in amperes effective, n = 
number of turns per pole in a single-phase alternator, the arma- 
ture reaction is ffa == nl ampere-turns effective, and is pulsating 
between zero and nl \^2. 

In a quarter-phase alternator with n turns per pole and 
phase in series and / amperes effective per turn, the armature 
reaction per phase is nl amperes-turns effective and nl v2 
ampere-turns maximum. The two phases magnetize in quad- 
rature, in phase and in space. Thus, at the time (, correspond- 
ing to angle after the maximum of the first phase, the m.m.f. 
in the direction by angle d behind the direction of the magnetiza- 
tion of the first phase is nl y/2 cos' 0. The m.m,f. of the second 
phase is n/v'2 sin' d; thus the total m,m,f. or the armature 
reaction ffa '= nl V2, and is constant in intensity, but revolves 
synchronously with regard to the armature; that is, it is station- 
ary with regard to the field. 

In a three-phaser of n turns in series per pole and phase and 
/ amperes effective per turn, the m.m.f. of each phase is nl V2 
ampere-turns maximum; thus at angle in portion and angle 
in time behind the maximum of one phase ; 

The m.m.f. of this phase is 

nl V2 cos' 6. 
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The m.m.f. of the second phase is 

nl V2 cos' {e + 120) = n/ V2 ( - 0.5 cos 8 - 0.5 %/3 sin fl)». 
The m.m.f. of the third phase is 
n/ V2cos'{S + 240) = n/ \^{- O.Scos tf + 0.5 V3 sin ff)». 
Thus the total m.m.f. or armature reaction, 
5„ = nl V2 (cos* d + 0.25 cos* tf + 0.75 sin* d + 0.25 cos* d 
+ 0.75 sin' 6) = 1.5 nl V2, 

constant in intensity, but revolving synchronously with regard 
to the armature; that is, stationary with regard to the field. 
These values of armature reaction correspond strictly only to 
the case where all conductors of the same phase are massed 
together in one slot. If the conductors of each phase are dis- 
tributed over a greater part of the armature surface, the values 
of armature reaction have to be multiplied by the average cosine 
of the total angle of spread of each phase. 

11. The single-phase machine thus differs from the poly- 
phase machine: in the latter, on balanced load, the armature 
reaction is constant, while iii the single-phase machine the 
armature reaction and thereby the resultant m.m.f. of field and 
armature is pulsating. The pulsation of the resultant m.ra.f. 
of the single-phase machine causes a pulsation of its magnetic 
field under load, of double frequency, which generates a third 
harmonic of e.m.r. in the armature conductors. In machines 
of high armature reaction, as steam turbine driven single-phase 
alternators, the pulsation of the magnetic field may be sufficient ' 
to cause serious energy losses and heating by eddy currents, 
and thus has to be checked. This is usually done by a squirrel- 
cage induction machine winding in the field pole faces, or by 
short-circuited conductors laid in the pole faces in electrical 
space quadrature to the field coils. In these conductors, second- 
ary currents of double frequency are produced which equalize 
the resultant m.m.f. of the machine. 

IV. Self-Inductance. 

12. The effect of self-inductance is similar to that of arma- 
ture reaction, and depends upon the phase relation in the same 
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ir E, = real generated voltage, fl, = lag of current behind 
generated voltage E„ tbe magnetic flux produced by the arma- 
ture current / is in phase with the 
current, and thus the counter e.m.f. 
of self-inductance is in quadrature 
behind the current, and therefore the 
e.m.f. consumed by self-inductance is 
in quadrature ahead of the current. 
Thus in Fig. 48, denoting 0£, - £, 
the generated e.m.f., the current is 
Fig. 48. Diagram of o.m.ta. Id 01 — /, lagging 6^ behind 0E„ the 

Loaded Generator. g ^ [ consumed by self-inductancc 

OE", is 90 degrees ahead of, the current, and the virtual gene- 
rated e.m.f. E^, is the resultant of 0£, and OE^'. As seen, the 
diagram of c.m.fs. of self-inductance is similar to the diagram 
of m.m.fs. of armature reaction. 

13. From this diagram we get the effect of load and phase 
relation upon the e.m.f. of an alternating-current generator. 

Let E = terminal voltage per machine circuit, 

/ = current per machine circuit, 
and <? = lag of the current behind the terminal voltage. 
Let r = resistance, 

X, = reactance of the alternator armature. 

Then, in the polar ditigram, Rg. 49, 

OE = E, the terminal voltage, assumed as zero vector. 
01 = /, the current, la^ng by the angle EOl = 6. 

The e.m.f, consumed by resistance is OE^ = Ir in phase with 
Of. _ 

The e.m.f. consumed by reactance is OEj = Ix, 90 degrees 
ahead of 01. 

The real generated e.m.f . is found by combining OE and 0E^' to 

OE, = B,. 
The virtual generated e.m.f. is OE, and 0£/ combined to 

01; = Ey 
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The m.m.f. required to produce this c.m.f. E^ is 09= S, 
90 deg. ahead of 0£,. It is the resultant of the armature m.m.f. 
or armature reactioo and of the impressed m.m.f. or field excita- 
tion. The armature m.m.f. is in phase with the current /, and 
is nl in a single-phase machine, n ^2 / in a quarter-phase 
machine, 1.5 v^ n/ in a three-phase machine, if n = number 
of armature turns per pole and phase. The mjn.f. of armature 
reaction is represented in the diagram by Offa = 5b in phase 



with 01, and the impressed m.m.f^or field excitation Oa^ = ff, is 
the side of a parallelogram with 05 as diagonal and OSa as other 
Mde ; or, the m.m.f. consumed by armature reaction is represented 
by OSa = 3a in opposition to 01. Combining Offo' and Off 
gives OJo = 5|)i ^^^ ^^^'^ excitation. 

In Figs. 50, 51, 52 are drawn the diagrams for 6 = zero or 
non-inductive load, ^ = 60 degrees, or 60 degrees lag (inductive 
load of power-factor 0.50), and = —00 deg., or 60 d^. lead 
(anti-inductive load of power-factor 0.50). 
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Thus it is seen that with the same terminal voltage E a 
much higher field excitation, J,, is required with inductive 
load than with non-inductive load, while with anti-inductive 




¥1g. 50. Dlagrem of GenerEitor e 



. for Non-Reactire Load 



load a much lower field excitation is required. With open cir- 
cuit the field excitation required to produce the terminal voltage 

E would be p- 5 = ^tv o"" less 

than the field excitation ff„ 

with non-inductive load. 

Inversely, with constant field 
excitation, the voltage of an 
alternator drops with non-in- 
ductive load, drops much more 
with inductive load, and drops 
less, or even rises, with anti- 
inductive load. 




Fig. 61. Dlagnun of Qenerator 

and m.in.ts. tor Lagging Reactive 
Load. Power Factor 0.60. 




:. Diagram of Generator 
e.m.lB. and m.oi.fs. (or Leading 
Reactive Load. Power Factor 0.60. 
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V. SyachroDous Reactance. 

14. In general, both effects, armature self-inductance and 
armature reaction, can be combined by the term "synchronous 
reactance. " 

In a polyphase machine, the synchronous reactance is different, 
and lower, with one phase only loaded, as "single-phase synchro- 
nous reactance, " than with all phases uniformly loaded, as "poly- 
phase synchronous reactance." The resultant armature reac- 
tion of ail phases of the polyphase machine is higher, than that 
with the same current in one phase only, and so also the self- 
inductive flux, as resultant flux of several phases, and thus 
represents a higher synchronous reactance. 

Let r = effective resistance, 

X, = synchronous reactance of armature, as discussed in 
Section 11. , 

Let E — terminal voltage, 
/ = current, 
8 = angle of lag of the current behind the terminal volt- 

tage. 

It is in polar diagram, Fig. 53, 




Fig 54. Diagram of Gene- 
rator e.m.f8. Stowing 
Effect of Synchronoos 
Beactance with NoD-Re- 
active Load. 

OE = E = terminal voltage a.<3sumed as zero vector. 01 ■=• 
/ -^ current lag^ng by the angle EOI = d behind the tenninal 
voltage. 
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OE,' = Ir is the e.m.f. consumed by resistance, in phase 
with 01, and OE^' = Ix^ the e.m.f, consumed by the synchronous 
reactance, 90 degrees ahead of the current 01. 

OEj' and OE^' combined give OE' — E' the e.m.f. consumed 
by the synchronous impedance. 

Combining OE^', UE^', OE gives the nominal generated e.m.f. 
0E„ =• £„, corresponding to the field excitation 5,. 

In Figs. 5t, 55, 58, are shown the diagrams for f* = or non- 
inductive load, fl = 60 degrees lag or inductive load, and - 
— 60 degrees or anti-inductive load. 



Fig. 66. Diagram of Generator e.m.fa. Fig. 60. Diagram of Oeoe- 

Showing ESect ot Synchronous Reacts Talor e.m.fs. Showing Effect 

Buce with Lagging Beactive LoeuI. oE SynchroaooB Reactajice 

8 — 60 degrees. with Leading ReactlTeLoad. 

g— —00 degrew. 

Resolving all e.m.fs. into components in phase and in quad- 
rature with the current, or into power and reactive components, 
in symboUc expression we have: 

the terminal voltage E — E cos — jE sm d; 

the e.m.f. consumed by resistance, £,'=• ir; 

the e.m.f. consumed by synchronous reactance, E/ — — jix^, 
and the nominal generated e.m.f., 

Eo=' E + E/ + E/ - (£ cos fl + ir) - j (E sin + ix^); 
or, since 

cos = p = power factor of the load f = ' , — —— — ) 

\ total current / 

and 

g = Vl — p* = sin fl = inductance factor of the load 
/_ wattless current 's 
\ total current / 
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it is 

E, = (Ep + irj-jiEq + ix;), 
or, ID absolute values, 



B^ = V{Ep + ir)' + {Eq + ixj'; 
hence, 

E - V^,' - i^ (i^ - rq)* -Hrp + x^q). 
The power delivered by the alternator into the external cir- 
cuit is p =. tffp; 

that is, the current times the power component of the terminal 
voltage. 
The electric power produced in the alternator armature is 
P, = i(Ep +ir); 
that is, the current times the power component of the nomi- 
nal geoeratcd c.m.f., or, what is the same tiling, the current times 
the power component of the real generated e.m.f. 

VI. Characteristic Curves of Alternating Current Generator. 

15. In Fig. 57 are shown, at constant terminal voltage E, the 
values of nominal generated e.m.f. E^, and thus of field excita- 
tion JF„ with the current / as abscissas and for the three con- 
ditions, 

1. Non-inductive load, p = 1, 5 = 0. 

2. Inductive load of 1? = 60 degrees lag, p = 0.5, q = 0.866. 

3. Anti-inductive load of — S = 60 degrees lead, p = 0.5, 

q - -0.866. 

Thevaluesr= 0.1,z,= 5, E= 1000, are assumed. These curves 
are called the compounding curves of Ike synchronous generator. 

In Rg. 58 are shown, at constant nominal generated e.m.f. 
£?„ that is, at constant field excitation ;F„, the values of terminal 
voltage E with the current / as abscissas and for the same resist- 
ance and synchronous reactance r =■ 0.1, z, = 5, for the three 
different conditions, 

1. Non-inductive load, p = 1, 5 = 0, E, = 1127. 

2. Inductive load of 60 degrees lag, 

p = 0.5, q = 0.866, E^ = 1458. 

3. Anti-inductive load of 60 degrees lead, 

p « 0.5, g = - 0.866, E, = 628. 
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The values of E, (and thus of ff J are assumed so as to ^ve 
E - 1000 at / - 100. These curves are called the regtdalion 
curves of the alternator, or the field ckaracleristics of the syn- 
chronous generator. 
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Fig. 67. SynchroDOUB Generator Compounding Cuirea. 

In Fig. 59 are shown the load curves of the machine, with the 
current / as abscissas and the watts output as ordinates corre- 
sponding to the same three conditions as Fig. 58. From the 
field characteristics of the alternator are derived the open-cir- 
cuit voltage of 1127 at full non-inductive load excitation, which 
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Kg. 58. SynohronoQB Generator Eegolation Cutvob. 
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Fig. S9. SyncbroQOUB Geoerator Load Cmres. 
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is 1,127 times full-load voltage; the short-circuit current 225 at 
full Qon-inductive load excitation, which is 2.25 times full-load 
current; and the maximum output, 124 kw., at, full non-induc- 
tive load excitation, which is 1.24 times rated output, at 775 
volts and IGO amperes. It depends upon the point on the field 
characteristic at which the alternator works, whether it tends 
to regulate for, that is, maintains, constant voltage, or constant 
current, or constant power, approximately. 



VII. Synchronous Motor. 

i6. As seen in the preceding, in an alternating-current gen- 
erator the field excitation required for a given terminal volt^e 
and current depends upon the phase 
relation of the external circuit or the 
load. Invcraely, in asynchronous motor 
the phase relation of the current into 
the armature at a given terminal volt- 
age depends upon the field excitation 
and the load. 

Thus, if £ =• terminal voltage or 
impressed e.m.f,, / = current, = lag 
of current behind impre-ssed e.m.f. in 
a synchronous motor of resistance r 
and synchronous reactance x^, the 
polar diagram is as follows, Fig. 60. 

OE = B is the terminal voltage assumed as zero vector. 
The current W = / lap by the angle EOl = e. 

The e.m.f. consumed by resistance, is OE/ = Ir. The e.m.f. 
consumed by synchronous reactance, OE^' = /x„. Thus, com- 
bining OE/ and OE/ gives OE', the e.m.f, consumed by the 
synchronous impedance. The e.m.f. consumed by the synchro- 
nous impedance OE' and the e.m.f. consumed by the nominal 
generated or counter e.m.f. of the synchronous motor 0£„, 
combined, give the impressed e,m,f. OE. Hence OE^ is one 
side of a parallelogram, with OE' as the other side, and OE as 
diagonal. OE^, (not shown) equal and opposite OE^, would 
thus be the nominal counter-generated e.m.f. of the synchronous 
motor. 
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In Figs. 61 to 63 are shown the polar diagrams of the syn- 
chronoua motor for S = deg., d = GO deg., d = — GO deg. It 
is seen that the field excitation has to be higher with lead- 
ing and lower with lag^ng current in a synchronous motor, 
while the opposite is the case in an alternating-current 
generator. 




Fig. 63. Polar DUgnun of SynchroDoua Motor. 9 •■ — 60 degress. 

In symbolic representation, by resolving all e.m.fs. into power 
components in phase with the current and wattless componenta 
in quadrature with the current i, we have: 

the terminal voltage, E •= £ cos fl —jE sin d = Ep — jEq; 
the e.m.f. consumed by resistance, £,' — tr, 
and the e.m.f. consumed by synchronous reactance, £,' = — jii„. 
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llius the e.m.f. consumed by the nominal counter^enerated 
e.m.r. is 

E,~ E -Ey -Bt =• (E cos d -ir) ~ i (E Bind -ix^ 
= (Ep-tr)-j(£g-ix^; 
or, in absolute values, 



E, = \/(E cos ff - iV)* + (£ sin ff - ix^* 
= V(Ep-ir)' + {Eq-ix^^: 
hence, 



E ^iiTp + x^q) ± Ve; - i" (x^ - rq)*. 
The power consumed by the synchronous motor is 
P - iEp; 

that is, the current times the power component of the impressed 
e.ra.f. 

The mechanical power delivered by the synchronous motor 
armature is 

P, - i{Ep'ir); 

that is, the current times the power component of the nominal 
counter-generated e.m.f . Obviously to get the available mechan- 
ical power, the power consumed by mechanical friction and by 
molecular magnetic friction or hysteresis, and the power of field 
excitation, have to be subtracted from this value P,. 



VIII. Characteristic Carves of Synchronous Motor. 
17. In Rg. 64 are shown, at constant impressed e.m.f. E, 
the nominal counter-generated e.m.f. E^ and thus the field excita- 
tion 5^ required, 

1. At no phase displacement, tf = 0, or for the condition 

of minimum input; 

2. Fortf = +60, orSOdeg. lag:p =0.5,? = +0.866, and 

3. Fori? 60,or 60deg. lead :p = 0.5,3 0.866; 

with the current / as abscissas, the constants being 

r = 0.1, X, - 5, and £: - 1000. 
These curves are called the compounding curves of the syn- 
chronous motor. 
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Fig. 64. SyachronooH Ifotor Compounding Cqitm. 
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Fig. 65. Synchronoufl Motor Load CharacwrlBUoa, 
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In Fig. 65 are shown, with the power output P, = i (Ep — ir) — 
(iron loss and friction) as abscissas, and the same constants 
r — 0.1, ij — 5, £ = 1000, and constant field excitation JF,; 
that is, constant nominal counter-generated e.m.f. E^ — 1109 
(corresponding to p ■= 1, g = at / = 100), the values of 
current / and power-factor p. As iron loss is assumed 3000 
watts, as friction 2000 watts, Sueli curves are called load 
characteristics of the synchronous motor. 

i8. In Fig. 60 are shown, with constant power output, P^ = 
i (Ep - ir), and the same constants, r = 0.1, x„ = 5, E = 1000, 





























, 








, 


, 


/' 


\ 


\ 














.w 


^« 


s. 




.°^ 










/ 


^ 




\ 




\ 




\ 






s 








i 


//■ 


^■ 


_, 


y 




^ 




III 




^ 


\ 






s 








■^ 




f 








/ 














\ 


\ 






■<-• 






," 


v 






_, 


■', 


/ 
















\ 


\ 






'^ 






/ 




^ 




■/ 




















~< 


'■s 








J 


" 




/ 


y 












■n 












\ 


^ 






1 




/ 


/ 




























^ 






i- 




/ 




















^. 


% 










\ 






/ 




































\ 


/ 























Rg. fl6. Synchronous Motor Phase ChatacteriBtica. 

and with the nominal counter-generate*! voltage E^, that is field 
excitation 3^, as abscissas, the values of current / for the four 
conditions, 

P„ = 5 kw., or F, = 0, or no load, 
Pg = 50 kw., or P, = 45 kw., or half load, 
P, = 95 kw., or P, = 90 kw., or full Inatl, 
Pg = 140 kw,, or P, = 135 kw., or 150 per cent of load. 
Such curves are called phase, characteristics of the synchronous 
motor. 
We have 

P^ = iEp - v'r. 
Hence, 

B, - V(£p - irf + (£3 - it/. 
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Similar phase characteristics exist also for the synchronous 
generator, but arc of less interest. It is seen that on each of 
the four phase characteristics a certain field excitation g^ves 
minimum current, a lesser excitation gives lagging current, a 
greater excitation leading current. The higher the synchronous 
reactance x^, and thus the annature reaction of the synchronous 
motor, the flatter are the phase characteristics; that is, the less 
sensitive is the synchronous motor for a change of field excitation 
or of impressed e.m.f. Thus a relatively high armature reaction 
is desirable in a synchronous motor to secure stability, that is, 
independence of minor fluctuations of impressed voltage or of 
field excitation. 

19. The theoretical maximum output of the synchronous 
motor, or the load at which it drops out of step, at constant 
impressed voltage and frequency is, even with very high annature 
reaction, usually far beyond the heating limits of the machine. 
The actual maximum output depends on the drop of terminal 
voltage due to the increase of current, and on the steadiness or 
uniformity of the impressed frequency, thus upon the individual 
conditions ot operation, but is as a rule far above full load. 

Hence, by varying the field excitation of the synchronous 
motor the current can t>e made leading or lagging at will, and 
the synchronous motor thus offers the simplest means of pro- 
ducing out of phase or wattless currents for controlling the 
voltage in transmission lines, compensating for wattless currents 
of induction motors, etc. Synchronous machines used merely 
for supplying wattless currents, that is, synchronous motors or 
generators running light, with over-excited or under-excited 
field, are called synchronous compensators. They can be used 
as exciters for induction generators, as compensators for the 
reactive lagging currents of induction motors, etc. Sometimes 
they are called "rotary condensers" or "dynamic condensers" 
when used only for producing leading currents. 

IX. Magnetic Characteristic or Saturation Curve. 

20. The dependence of the generated e.m.f., or terminal volt- 
age at open circuit, upon the field excitation, is called the ?nag- 
neiM;cMrcic(ms(M;,ors(i/ur(i/ioncurue,Df the synchronous machine 
It has the same general shape as the curve of magnetic flux 
density, consisting of a straight part below saturation, a bend or 
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knee, and a saturated part beyond the knee. Generally the 
change from the unsaturated to the over-saturated portion of 
the curve is more gradual, thus the knee ia less pronounced in the 
magnetic characteristic of the synchronous machines, since the 
different parts of the magnetic circuit approach saturation 
successively. 

The dependence of the terminal voltage upon the field excita- 
tion, at constant full-load current through the annature into a 
non-inductive circuit, is called the load saturation curve of the 
synchronous machine. It ia a curve approximately parallel to the 
no-load saturation curve, but starting at a definite value of field 
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Fig. 67. SjDctiroiious Oenerator Magnetic Cb&racteriAica. 



exdtation tor zero terminal voltage, the field excitation required 
to nudntain full-load current through the annature agunst its 
synchronous impedance. 

The ratio —-t- — 

is called the sofuro^t&n JQcUrr k, of the machine. It gives the 
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ratio of the proportional change of field excitation required for 

a change of voltage. The quantity a " 1 — — is called the ^~ 

ceiUage 8<UuT(Uion of the machine, as it shows the approach to 
saturation. 

In Fig. 67 is shown the magnetic characteristic or no-load 
saturation curve of a synchronous generator, the load saturation 
curve and the no-load saturation factor, assuming E = 1000, 
/ — 100 as full-load values. 

In the preceding the characteristic curves of synchronous 
machines were discussed under the assumption that the satura- 
tion curve is a straight line; that is, the synchronous machines 
working below saturation. 

21. The effect of saturation on the characteristic curves of 
synchronous machines is as follows: The compounding curve 
is impaired by saturation ; that is, a greater change of field excita- 
tion is required with changes of load. Under load the magnetic 
density in the armature corresponds to the true generated e.m.f. 
£„ the magnetic density in tlie field to the virtual generated 
e.m.f. Ey Both, especially the latter, are higher than the no- 
load e.m.f. or terminal voltage E of the generator, and thus a 
greater increase of field excitation is required in the presence of 
saturation than in the absence thereof. In addition thereto, 
due to the counter m.m.f. of the armature current, the magnetic 
stray field, that is, that magnetic flux which leaks from field pole 
to field ix)le through the air, increases under load, especially 
with inductive load where the armature m.m.f. directly opposes 
the field, and thus a still further increase of density is required 
in the field magnetic circuit under load. In consequence thereof, 
at high saturation the load saturation curve differs more from 
the no-load saturation curve than corresponds to the synchro- 
nous impedance of the machine. 

The regulation becomes better by saturation; that is, the 
increase of voltage from full load to no load at constant field 
excitation is reduced, the voltage being limited by saturation. 
Owing to the greater difference of field excitation Iwtween no 
load and full load in the case of magnetic saturation, the improve- 
ment in regulation is somewhat, and in certain cases entirely, 
offset. 
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X. Efficiency and Losses. 

22. Besides the above described curves the efficiency curves 
are of interest. The efficiency of alternators and synchronous 
motor is usually so high that a direct determination by measur- 
ing the mechanical power and the electric power is less reliable 
than the method of adding the losses, and the latter is therefore 
commonly used. 

The losses consist of the following: the resistance loss in the 
armature; the resistance loss in the field circuit; the hysteresis 
and eddy current losses in the magnetic circuit; the friction and 
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Fig. 68. S;uchrououa Generator, Efficiency imd LossaB. 

windt^e losses, and eventually load losses, that is, losses due to 
eddy currents and hysteresis produced by the load current in the 
armature. 

The resistance loss in the armature is proportional to the 
square of the current, /. 

The resistance loss in the field circuit is proportional to the 
square of the field excitation current, that is, the square of the 
nominal generated or counter-generated e.m.f., E^. 

The hysteresis loss is proportional to the 1.6th power of the 
real generated e.m.f,, E^ = E ± It. 

The eddy current loss is usually proportional to the square of 
the generated e.m.f., E,. . 

The friction and windage loss is assumed as constant. 
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The load losses vary more or less proportiomdly to the square 
of the current in the armature, and should be small with proper 
design. They can be represented by an "effective" armature 
resistance. 

Assuming in the preceding example a friction loss of 2000 
watts; an iron loss of 3000 watts, at the generated e.m.f. B, = 
1000; a resistance loss in the field circuit of 800 watts, at E^ = 
1000, and a load loss at full load of 600 watts. 
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Fig. 69. STiichronous Motor Efficiency bldcI Loesea. 

The loss curves and eflSciency curves are plotted in Kg. 68 
for the generator, with the current output at non-inductive load 
or tf = as abscissas, and in Fig. 69 for the synchronous motor, 
with the mechanical power output as abscissas. 

XI. Unbalancing of Poljrphase Synchronous Hachines. 

23. The preceding discussion applies to polyphase as well as 
single-phase machines. In polyphase machines the nominal 
generated e.m.fs. or nominal counter-generated e.m.fs. are neces- 
sarily the same in all phases (or bear a constant relation to each 
other). Thus in a polyphase generator, if the current or the 
phase relation of the current is different in the different branches, 
the terminal voltage must become different also, more or less. 
This is called the unbalancing of the polyphase generator. It is 



DgitzedbvGoOgle 



SYNCHRONOUS MACHINES. 151 

due to different load or load of different inductance factor in the 
different branches. 

Inversely, in a polyphase synchronous motor, if the terminal 
voltages of the different branches are unequal, due to an unbal- 
ancing of the polyphase circuit, the synchronous motor takes 
more current or lagging current from the branch of higher volt- 
age, and thereby reduces its voltage, and takes less current or 
leading current * from the branch of lower voltage, or even 
returns current into this branch, and thus raises its voltage. 
Hence a synchronous motor tends to restore the balance of an 
unbalanced polyphase system; that is, it reduces the unbalan- 
cing of a polyphase circuit caused by an unequal distribution or 
unequal pliase relation of the load on the different branches. 
To a less d^ree the induction motor possesses the same property. 

Xn. Starting of Synchronous Motors. 

24. In starting, an essential difference exists between the 
single-phase and the polyphase synchronous motor, in so far 
as the former is not self-starting but has to be brought to com- 
plete synchronism, or in step with the generator, by external 
means before it can develop torque, while the polyphase syn- 
chronous motor starts from rest and runs up to synchronism with 
more or less torque. 

In starting, the field excitation of the polyphase synchronous 
motor must be zero or very low. 

The starting torque is due to the magnetic attraction of the 
armature currents upon the remanent magnetism left in the 
field poles by the currents of the preceding phase, or the eddy 
currents produced therein. 

Let Fig. 70 represent the magnetic circuit of a polyphase 
synchronous motor. The m.m.f. of the polyphase armature 
currents acting upon the successive projections or teeth of the 
armature, 1, 2, 3, etc., reaches a maximum in them successively; 
that b, the armature is the seat of a m.m.f. rotating synchro- 
nously in the direction of the arrow A. The magnetism in the • 
face of the field pole opposite to the armature projections la^ 
behind the m.m.f., due to hysteresis and eddy currents, and thus 

■ Since with lower impiCflsed volta^ the current is IcadiDg, with hi^er 
impressed voltage lagsing, in a ^nchroaouB motor. 
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is still remanent, while the m.m.f. of the projection 1 decreases, 
and is attracted by the rising m.m.f. of projection 2, etc., or, in 
other words, while the maximum m.m.f., in the annature has a 
position a, the maximum magnetism in the field pole face still 
has the position b, Eind is thus attracted towards a, causing the 
field to revolve in the direction of the arrow A (or with a station- 
ary field, the armature to revolve in the opposite direction B). 




Fig. 70. Magnetic Circuit ot a Polypbase Syuchronoua Motor. 



Aamination of the field poles reduces the starting torque 
caused by eddy currents in the field poles, but increases that 
caused by remanent magnetism or hysteresis, due to the higher 
permeability of the field poles. Thus the torque per volt- 
ampere input is approximately the same in either case, but with 
laminated poles the impressed voltage required in starting is 
higher and the current lower than with solid field poles. In 
either case, at full impressed e.m.f. the starting current of a 
synchronous motor is large, since in the absence of a counter 
e.m.f. the total impressed e.m.f. has to be consumed by the 
impedance of the armature circuit. Since the starting torque 
of the synchronous motor is due to the magnetic flux producetl 
by the alternating armature currents, or the armature reaction, 
synchronous motors of high armature reaction are superior in 
starting torque. 

Xm. Parallel Operation. 

25. Any alternator can be operated in parallel, or synchronized 
with any other alternator. A single-phase machine can be 
synchronized with one phase of a polyphase machine, or a 
quarter-phase machine operated in parallel with a three-phase 
machine by synchronizing one phase of the former with one phase 



DgitzedbvGoOgle 



SYNCHRONOUS MACHINES. 153 

of the latter. Since fdternatore in parallel must be in step with 
each other and have the same terminal voltage, the condition 
of satisfactory parallel operation is that the frequency of the 
machines is identically the same, and the field excitatioa such as 
would give the same terminal voltage. If this is not the case, 
there will be cross currents between the alternators in a local 
circuit; that is, the alternators are not without current at no 
load, and their currents under load are not of the same phase 
and proportional to their respective capacities. The cross 
currents between alternators when operat«l in parallel can be 
wattless currents or power currents. 

If the frequencies of two alternators are identically the same, 
but the field excitation not such as would give equal terminal 
voltage when operated in parallel, there is a local current between 
the two machines which is wattless and leading or magnetizing 
in the machine of lower field excitation, lagging or demagnetiz- 
ing in the machine of higher field excitation. At load this 
wattless current is superimposed upon the currents from the 
machines into the external circuit. In consequence thereof the 
current in the machine of higher field excitation is lagging 
behind the current in the external circuit, the current in the 
machine of lower field excitation leads the current in the external 
circuit. The currents in the two machines are thus out of phase 
with each other, and their sum larger than the joint current, or 
current in the external circuit. Since it is the armature reaction 
of leading or la^ng current which makes up the difference 
between the impressed field excitation and the field excitation 
required to give equal terminal voltage, it follows that the lower 
the armature reaction, that is, the closer the regulation of the 
machines, the more sensitive they are for inequalities or varia- 
tions of field excitation. Thus, too low armature reaction is 
undesirable for parallel operation. 

With identical machines the changes in field excitation re- 
quired for changes of load must be the same. With machines 
of different compounding curves the changes of field excitation 
for varying load must be different, and such as correspond to 
their respective compounding curves, if wattless currents shall 
be avoided. With machines of reasonable armature reaction the 
wattless cross currents are small even with relatively great 
inequaUty of field excitation. Machines of high armature 
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reaction have been operated in parallel under circumstances 
where one niachine was entirely without held excitation, while 
the other carried twice its normal field excitation, with watt- 
leas currents, however, of the siune magnitude as fuU-load 
current. 



XIV. Division of I^ad in Parallel Operation. 

26. Much more important than equality of terminal voltage 
before synchroniaing is equality of frequency. Inequality of 
frequency, or rather a tendency to inequaUty of frequency (since 
by necessity the machines hold each other in step or at equal 
frequency), causes cross currents which transfer energy from 
the machine whose driving power tends to accelerate to the 
machine whose driving pjwer tends to slow down, and thus 
relieves the latter by increasing the load on the former. Thus 
these cross currents are power currents, and cause at no load 
or light load the one machine to drive the other as syn- 
chronous motor, while under load the result is that the ma- 
chines do not share the load in proportion to their respective 
capacities. 

The speed of the prime mover, as steam engne or turbine, 
changes with the load. The frequency of alternators driven 
thereby must be the same when in parallel. Thus their respec- 
tive loads are such as to ^ve the same speed of the prime mover 
(or rathera speed corresponding to the same frequency). Hence 
the division of load between alternators connected to indepen- 
dent prime movers depends almost exclusively upon the speed 
regulation of the prime movers. To make alternators divide 
the load in proportion to their capacities, the speed regulation of 
their prime movers must be the same; that is, the engines or 
turbines must drop in speed from no load to fuU toad by the 
same percentage and in the same manner. 

If the regulation of the prime movers is not the same, the 
load is not divided proportionally between the alternators, but 
the alternator connected to the prime mover of closer speed 
regulation takes more than its share of the load under heavy 
loads, and less under hght loads. Thus, too close speed regu- 
lation of prime movers is not desirable in parallel operation of 
alternators. 
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XV. Fluctuating Cross CtuTents in Parallel Operation. 

27. In alternators operated from kidependent prime movers, 
it is not sufficient that the average frequency corresponding 
to the average speed of the prime movers be the same, but stiU 
more important that the frequency be the same at any instant, 
- that is, that the frequency (and thus the speed of the prime 
mover) be constant. In rotary prime movers, as turbines or 
electric motors, this is usually the case; but with reciprocating 
machines, as steam engines, tlie torque and thus the speed of 
rotation rises and falls periodically during each revolution, 
with the frequency of the engine impulses. The alternator 
connected with the engine will thus not have uniform frequency, 
but a frequency which pulsates, that is, rises and falls. The 
amplitude of this pulsation depends upon the design of the 
engine, the momentum of its fiy-wheel, and the action of the 
eu^ne governor. 

If two alternators directly connected to equal steam engines 
are synchronized so that the moments of maximum frequency 
coincide, there will be no energy cross currents between the 
machines, but the frequency of the whole system rises and falls 
periodically. In this case the engines are said to be synchro- 
nized. The parallel operation of the alternators is satisfactory 
in tJiis case provided that the pulsations of engine speeds are 
of the same size and duration; but apparatus requiring constant 
frequency, as synchronous motors and especially rotary con- 
verters, when operated from such a system, will give a reduced 
maximum output, due to periodic cross currents between the 
generators of fluctuating frequency and the synchronous motors 
of constant frequency, and in an extreme case the voltage of 
the whole system will be caused to fluctuate periodically. Even 
with small fluctuations of engine speed the unsteadiness of 
current due to this souree is noticeable in synchronous motors 
and synchronous converters. 

If the alternators happen to be synchronized in such a position 
that the moment of maximum speed of the one coincides with 
the moment of minimum speed of the other, alternately the 
one and then the other alternator will run ahead, and thus 
there will be a pulsating power cross current between the alter- 
nators, transferring power from the leading to the lagging 
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machine, that is, alternately from the one to the other, and 
inversely, with the frequency of the en^ne impulses. These 
pulsating cross currents are the most undesirable, since they 
tend to make the voltage fluctuate and to tear the alternators 
out of synchronism with each other, especially when the con- 
ditions are favorable to a cumulative increase oE this effect by 
what may be called mechanical resonance (hunting) of the 
engine governors, etc. They depend upon the synchronous 
impedance of the alternators and upon their phase difference, 
that is, the number of poles and the fluctuation of speed, and 
are specially objectionable when operating synchronous appa- 
ratus in the system. 

38. Thus, for instance, if two 80-pole alternators are directly 
connected to single-cyUnder engines of 1 per cent speed varia- 
tion per revolution, twice during each revolution the speed will 
rise, and fall twice; and consequently the speed of each alter- 
nator will be above average speed during a quarter revolution. 
Since the maximum speed is § per cent above average, the 
mean speed during the quarter revolution of high speed is 1 per 
cent above average speed, and by passing over 20 poles the 
armature of the machine will during this time run ahead of its 
mean fwsition by J per cent of 20 or ^ pole, that is, W- = 
9 electrical space degrees. It the armature of the other alterna- 
tor at this moment is behind its average position by 9 electrical 
space degrees, the phase displacement between the alternator 
e.m.fs. is 18 electrical time degrees; that is, the alternator e.m.fs. 
are represented by 0£, and OE^ in Fig. 71, and when running 
in parallel the e.m.f. OE' = E^Ej is short-circuited through the 
synchronous impedance of the two alternators. 

Since E'= 0E^— 2 E^ sin 9 deg. the maximum cross current is 
ldeg,_ai56^^pj^^^_ 



where /.=—• = short-circuit current of the alternator at full- 

load exdtation. Thus, if the short-circuit current of the alter- 
nator is only twice full-load current, the cross current is 31.2 
per cent of full-load current. If the short-circuit current is 
6 times full-load current, the cross current is 93.6 per cent of 
full-load current or practically equal to full-load current. Thus 
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the smaller the armature reaction, or the better the regulation, 
the larger are the pulsating cross currents between the alter- 
nators, due to tliB inequality 
of the rate of rotation of the 
prime movers. Hence for sat- 
isfactory parallel operation 
of alternators connected to 
steam engines, a certain 
amount of armature reac- 
tion is desirable and very 
close regulation undesirable. 

By the transfer of energy 
between the machines the 
pulsations of frequency, and thus the cross currents, are reduced 
somewhat. Very high armature reaction ia objectionable also, 
since it reduces the synchronizing power, that is, the tendency 
of the machines to hold each other in step, by reducing the 
energy transfer between the machines. As seen herefrom, the 
problem of parallel operation of alternators is almost entirely 
a problem of the regulation of their prime movers, especially 
steam engines, but no electrical problem at all. 

With alternators driven by gas engines, the problem of 
parallel operation is made more difficult by the more jerky 
nature of the gas engine impulse. In such machines, therefore, 
squirrel-cage windings in the field pole faces are commonly 
used, to assist synchronizing by the currents induced in this 
short circuited winding, on the principle of the induction 
machine. 

From Fig. 71 it is seen that the e.m.f. OE' or E^E^, which 
caus.e3 the cross current betw een two alternators in parallel con- 
nection, if their e.m.fs. 0E^ and OjS, are out of phase, is ap- 
proximately in quadrature with the e.m.fs. OE, and OE, of the 
machines, if these latter two e.m.fs. are equaJ to each other. 
The cross current between the machines lags behind the e.m.f. 

producing it, OE', by the angle w, where tan a» = -", and x, = 

reactance, r, ■= effective resistance of alternator armature. The 
energy component of this cross current, or component in phase 
with OE', is thus in quadrature with the machine voltages 
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OE^ and 0E„ that is, transfers no power between them. The 
power transfer or equalization of load between the two machiDes 
takes place by the wattless or reactive component of cross cur- 
rent, that is, the component which is in quadrature with OE', 
and thus in phase with one a nd i n opposition with the other of 
the machine e.m.fs. OE, and Oi,',. 

29. Hence, machines without reactance would have no syn- 
chronizing power, or could not be operated in parallel. The 
theoretical maximum synchronizing power existd if the reac- 
tance equak the resistance : x^ = r^. This condition, however, 
cannot be realized, ami if realized would give a dangerously 
high synchronizing power and cross current. In practice, Jr, 
is always very much greater than r„ and the cross current thus 
practically In quadrature with OE', that is, in phase (or oppo- 
sition) with the machine voltages, and is consequently an energy- 
transfer current. 

If, however, alternators are operated in parallel over a 
circuit of appreciable resistance, as two stations at some dis- 
tance from each other are synchronized, especially if the 
resistance between the stations is non-inductive, as under- 
ground cables, with alternators of very low reactance, as turbo 
alternators, the synchronizing power may be insufficient. In 
this case, reactance has to be inserted between the stations, 
to lag the cross current and thereby make it a power transfer- 
ing or synchronizing current. 

If, however, the machine voltages Off, and Off, are different 
in value but approximately in phase with each other, the voltage 
causing cross currents, ff,ff „ is in phase with the machine volt- 
ages and the cros s cur rents thus in quadrature with the machine 
voltages Off, and Off,, and hence do not transfer energy, but are 
wattless. In one machine the cross current is a lagging or de- 
magnetizing, and in the other a leading or magnetizing, current. 

Hence two kinds of cross currents may exist in parallel oper- 
ation of alternators, — currents transferring power between the 
machines, due to phase displacement between their e.m.fs., and 
wattless currents transferring magnetization between the ma- 
chines, due to a difference oE their induced e.m.fs. 

In compound-wound alternators, that is, alternators in which 
the field excitation is increased with the load by means of a 
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series field excited by the rectified alternating current, it is almost, 
but not quite, as necessary as in direct-current machines, when 
operating in parallel, to connect all the series fields in parallel 
by equalizers of negligible resistance, for the same reason, — to 
insure proper division of current between machines. 

XVI. High-Frequency Cross Currents between Synchronous 
Machines. 

30. If several synchronous machines of different wave shapes 
are connected into the same circuit, cross currents exist between 
the machines of frequencies which are odd multiples of the cir- 
cuit frequency, that is, higher harmonics thereof. The machines 
may be two or more generators in the same or in different stations, 
of wave shapes containing higher harmonics of different order, 
intensity or phase, or synchronous motors or converters of wave 
shapes different from that of the system to which they are con- 
nected. 

The intensity of these cross currents is the difference of the 
corresponding harmonics of the machines divided by the impe- 
dance between the machines. This impedance includes the self- 
inductive reactance of the machine armatures. The reactance 
obviously is that at the frequency of the harmonic, Ihat is, if 
X = reactance at fundamental frequency, it is nx for the nth 
harmonic. 

In most cases these cross currents are very small and negli- 
^ble, with machines of distributed armature winding, the inten- 
sity of the harmonic is low, that is, the voltage nearly a sine 
wave, and with machines of massed armature winding, as uni- 
tooth alternators, the reactance is high. These cross currents 
thus usually are noticeable only at no load, and when adjusting 
the field excitation of the machines for minimum current. Thus 
in a synchronous motor or converter, at no load, the minimum 
current, reached by adjusting the field, while small compared 
with fuU-load current, may be several times lai^r than the 
minimum point of the "V" curve in Fig, 59, that is, the value 
of the energy current supplying the losses in the machine. 

It is only in the parallel operation of very lai^e high-speed 
machines (steam turbine driven alternators) of high armature 
reaction and very low armature self-induction that such high 
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frequency cross currents may require consideration, and even 
then only in three-phase F-connected generators with grounded 
neutral, as cross currents between the neutrals of the machines. 
In a three-phase machine, the voltage between the terminals, or 
delta voltage, contains no third harmonic or its multiple, as the 
third harmonics of the Y voltage neutralize in the delta voltage, 
and such a machine, with a terminal voltage of almost sine shape, 
may contain a considerable thinl harmonic in the Y voltage. 
As the three Y voltages of the three-phase system are 120 deg. 
apart in phase, their third harmonics are 3 X 120 deg. = 360 deg. 
apart, or in phase with each other, from the main terminals 
to the neutral, and by connecting the neutrals of two three- 
phase machines of different third harmonics witlteach other, as 
by grounding the neutrals, a cross clirrent flows between the 
machines over the neutral, which may reach very high values. 
Even in machines of the same wave shape, such a triple frequency 
current appears between the machines over the neutral, when 
by a difference in field excitation a difference in the phase of 
the third harmonic is produced. It therefore is undesirable to 
ground or connect together, without any resistance, the neutrals 
of three-phase machines, but in systems of grounded neutral 
either the neutral should be grounded through separate resist- 
ances or grounded only in one machine. 

XVII. Short-Circuit Currents of Alternators. 

■ 31. The short-cirouit current of an alternator at full load 
excitation usually is from three to five times full-load current. 
It is 

i.-f. 

where E^ = nominal generated e,m.f., z^ = synchronous impe- 
dance of alternator, representing the combined effect of arma- 
ture reaction and armature self-inductance. 

In the first moment after short-circuiting, however, the current 
frequently is many times larger than the permanent short- 
cireuit current, that is, 

;,-f., 

where z = self-inductive impedance of the alternator. 
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That is, in the first moment after short-circuiting the poly- 
phase alternator the annature current is limited only by the 
armature self-inductance, and not by the armature reaction, and 
some appreciable time — occasionally several seconds — elapses 
before the armature reaction becomes effective. 

At short-circuit, the magnetic field flux is greatly reduced by 
the demagnetizing action of the armature current, and the gen- 
erated e.m.f. thereby reducctl from the nominal value ii'„ to the 
virtual value E^ ; the latter is consumed by the armature self- 
inductive impedance s, or self-inductive reactance, which is 
practically the same in most cases. 

The armature self -inductance is instantaneous, since the 
magnetic field rises simultaneously with the armature current 
which product it; armature reaction, however, requires an 
appreciable time to reduce the magnetic flux from the open- 
circuit value to the much lower short-circuit value, since the 
magnetic field flux is surrounded by the field exciting coils, 
which act as a short-circuited secondary opposing a rapid change 
of field flux ; that is, in the moment when the short-circuit cur- 
rent starts it begins to demagnetize the field, and the magnetic 
field flux therefore begins to decrease; in decreasing, however, it 
generates an e.m.f. in the field coils, which opposes the change 
of field flux, that is, increases the field current so as momentarily 
to maintfun the full field flux against the demagnetizing action 
of the annature reaction. In the firet moment the armature 
current thus rises to the value ^ven by the e.m.f. generated by 
the fuU field flux, while the field current rises, frequently to many 
times its normal value (hence, if circuit breakers are in the fiekl 
circuit, they may open the circuit). Gradually the field flux 
decreases, and with it decrease the field current and the arma- 
ture current to their normal values, at a rate depending on the 
resistance and the inductance of the field exciting circuit. The 
decrease in value of the field flux will be the more rapid the 
higher the resistance of the field circuit, the slower the higher 
the inductance, that is, the greater the magnetic flux of the 
machine. Thus, the momentary short-circuit current of the 
machine can be made to decrease somewhat more rapidly by 
increasing the resistance of the field circuit, that is, wasting 
exciting power in the field rheostat. 

In the very first moment the short-circuit current waves are 
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unsymmetrical, aa they must Eiinultaneously start from zero in 
all phases and gradually approach their symmetrical appear- 
ance, i.e., in a three-phase machine three currents displaced by 
120 dog. Hereby the field current is made pulsating, with nor- 
mal or synchronous frequency, that is, with the same frequency 
as the armature current. This full frequency pulsation gradually 
dies out and the field current becomes constant with a polyphase 
short-circuit, while with a single-phase short-circuit it remans 
pulsating with double Frequency, due to the pubating armature 
reaction. In a* polyphase short-circuit this full frequency pul- 
sation due to the unsymmetrical starting of the currents is inde- 
pendent of the point of the wave at which the short-circuit 
starts, since the resultant asymmetry of all the polyphase cur- 
rents is the same regardless of the point of the wave at which 
the circuit is closed. In a single-phase short-cireuit, however, 
the full frequency pulsation depends on the point of the wave 
at which the circuit is closed, and is absent if the circuit is 
closed at that moment at which the short-circuit current would 
pass through zero. 

The momentary short-circuit current of an alternator thus 
represents one of the few cases in which armature self-induc- 
tance and E^rmature reaction do not act in the same maimer, and 
the synchronous reactance can be spUt into two components, 
thus, ij = X + i', where x = selE-inductive reactance, which is 
due to a true self-inductance, and x' = effective reactance of 
armature reaction, which is not instantaneous. 

32. In machines of high self-inductance and low armature 
reaction, as high frequency alternators, this momentary increase 
of short-circuit current over its normal value is negli^ble, and 
moderate in machines in which armature reaction and self- 
inductance are of the same magnitude, as laige modem 
multipolar low-speed alternators. In large high-sfieed alter- 
nators of high armature reaction and low self-inductance, as 
steam turbine alternators, the momentary short-cireuit cur- 
rent may exceed the permanent value ten or more times. 
With such large currents magnetic saturation of the self- 
inductive armature circuit still further reduces the reactance 
X, that is, increases the current, and in such cases the me- 
chanical shock on the generator becomes so enormous that 
it is necessary to reduce the momentary short-circuit current 
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by inserting self-inductance, that is, reactance coils into the 
generator leads. 

In view of the excessive momentary short-circuit current, it 
may be desirable that autonmtic circuit breakers on such 
systems have a time limit, so as to keep the circuit closed 
until the short-circuit current has somewhat decreased. 

33. In single-phase machines, and in polyphase machines in 
case of a short-circuit on one phase only, the armature reaction 
is pulsating, and the fieU current in the first moment after the 
short-circuit therefore pulsates, with double frequency, and 
remains pulsating even after the permanent condition has been ? ^ 



reached. The-dyuble frequency pulsation of the field current 1 
in case of a ailigle-phase short-circuit generates in the arma- A'-* 
ture a third h^rr(1miic"of e.m.f. The short-circuit current wave 



becomes greatly distorted thereby, showing the saw-tooth shape 
characteristics of the tliird harmonic, and in a polyphase machine 
on single-phase short-circuit, in the phase in quadrature with the 
short-circuited phase, a very high voltage appears, which is 
greatly distorted by the third harmonic and may reach several 
times the value of the open-circuit voltage. Thus, with a single- 
phase short-circuit on a polyphase system, destructive voltages 
may appear in the open-circuited phase, of saw-tooth wave 
shape. 

Upon this double frequency pulsation of the field current 
during a single-phase short-circuit the transient full frequency 
pulsation resulting from the unsymmetrical start of the arma- 
ture current is superimposed and thus causes a difference in the 
intensity of successive waves of the double frequency pulsation, 
which gradually disappears with the dying out of the transient 
full frequency pulsation, and depends upon the point of the 
wave at which the short-circuit is closed, and thus is absent, and 
the double frequency pulsation symmetrical, if the circuit is 
closed at the moment when the short-circuit current should be 
zero. 

34. As illustration is shown, in Fig. 72, the oscillogram of 
one phase of the three-phase short-circuit of a three-phase 
turbo-alternator, pving the unsymmetrical start of the arma- 
ture currents and the full frequency pulsation of the field 
current. 

In Fig. 73 is shown a single-phase short-circuit of the same 
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field CnmBt 





Fig. 72. Thrae-phaae Short-circuit Carrout in i Turbo4ltemator. 




Fig. 73. SlDgle-pbane Bhort^ircuit Current in a Tbree-phaee Turbo-alteraUor. 
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machine, in which the circuit is closed at the zero value of the 
current; the current wave therefore is symmetrical, and the field 
current shows only the double frequency pulsation due to the 
single-phase armature reaction. 

In Rg. 74 is shown another single-phase shortHjircuit, in which 
the armature current wave starts unsymmetrical, thus giving a 




Fig. 74. Single-pbaae Short-oirciilt Current ia a Three>ptkase Tnrbo^ternator. 

transient full frequeacy term in the field current. Thus in the 
double frequency puisation of the field current at firat large 
and small waves alternate, but the successive waves gradually 
become equal with the dying out of the full frequency term. 

For further discussion, and the theoretical investigation of 
momentaiy short-circuit currents, see "Theory and Calculation 
of Transient Electric Phenomena and Oscillations," Part I, 
Chaptere XI and XII. 
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I. General. 

35. Commutating machines are char&cterized by the combma- 
tion of a coatinuously excited magnet field with a closed circuit 
armature connected to a segmental commutator. According to 
their use, they can be divided into direct-current generators 
which transform mechanical power into electric power, direct- 
current motora which transform electric power into mechanical 
power, and direct-current converters which transfonn electric 
power into a different form of electric power. Since the most 
important class of the latter are the synchronous converters, 
which combine features of the synchronous machines with those 
of the commutating machines, they shall be treated in a separate 
chapter. 

By the excitation of their magnet fields, commutating machines 
are divided into magneto machines, in which the field consists 
of permanent magnets; separ- 
ately excited machines; shunt 
machines, in which the field is 
excited by an electric circuit 
shunted across the machine ter- 
minals, and thus receives a small 
branch current at full machine 
voltage, as shown diagiammati- 
cally in Fig. 75; series macbiaes, 
in which the electric field circuit 
is connected in series with the 
armature, and thus receives the 
full machine current at low voltage (Fig. 76) ; and compound 
machines, excited by a combination of shunt and series field 
(Fig. 77). In compound machines the two windings can mag- 
netize either in the same direction (cumulative compounding) or 
in opposite directions (differential compounding). Differential 
compounding has been used for constant-speed motors. Magneto 
machines are used only for very small sizes. 



Fig. 76. Shunt Mftchia 
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36. By the number of poles commutating machines are divided 
into bipolar and multipolar machines. Bipolar machines are 
used only in small sizes. By the construction of the armature, 
commutating machines are divided into smooth-core machines 
and irouHilad or "toothed" armature machines. In the smooth- 






'H 



Fig. 76. Series Mactiine. 



Fig. 77. Compound Machine. 



core machine the armature winding is arranged on the surface 
of a laminat«d iron core. In the iron-clad machine the arma- 
ture winding is sunk into slots. The iron-clad type has the 
advantage of greater mechanical strength, but the disadvantage 
of higher self-inductance in commutation, and thus requires high- 
resistance, carbon or graphite, commutator brushes. The iron- 
clad type has the advantage of lesser magnetic stray field, due 
to the shorter gap between field pole and armature iron, and of 
lesser magnet distortion under load, and thus can with carbon 
brushes be operated with constant position of brushes at all 
loads. In consequence thereof, for large multipolar machines the 
iron-clad type of armature is best adapted; the smooth-core type 
is hardly ever used nowadays. 

Either of these types can be drum wound or ring wound. 
The drum winding has the advantage of lesser self-inductance 
and lesser distortion of the magnetic field, and is generally less 
difficult to construct and thus mostly preferred. By the arma- 
ture winding, commutating machines are divided into multiple- 
wound and series-wound machines. The difference between 
multiple and series armature winding, and their modifications, 
can best be shown by diagram. 
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II. Armature Winding. 

37. Fig. 78 showa a six-pole multiple ring winding, and Fig. 
79 a six-polar multiple drum winding. As seen, the armature 
coils are connected progressively all around the armature in 
closed circuit, and the connections between adjacent armature 
coils lead to the commutator. Such an armature winding has 
as many circuits in multiple, and requires as many sets of com- 
mutator brushes, as poles. Thirty-six coils are shown in Figs. 
78 and 79, connected to 36 commutator segments, and the two 
sides of each coil distinguished by drawn and dotted lines. In 
a drum-wound machine, usually the one side of all coils forms 
the upper and the other side the lower layer of the armature 
winding. 

Fig, 80 shows a six-pole series drum winding with 36 slots 
and 36 commutator segments. In the series winding the circuit 
passes from one armature coil, not to the next adjacent armature 
coil as in the multiple winding, but first through all the armature 
coils having the same relative position with regard to the mag- 
net poles of the same polarity, and then to the armature coil 
next adjacent to the first coil. That is, all armature coils having 
the same or approximately the same relative position to poles 
of equal polarity form one set of integral coils. Thus the series 
winding has only two circuits in multiple, and requires two sets 
of brushes only, but can be operated also with aa many sets of 
brushes as poles, or any intermediate number of sets of brushes. 
In Fig. 80, a series winding in which the number of armature 
coils is divisible by the number of poles, the commutator seg- 
ments have to be cross connected. Therefore this form of series 
winding is hardly ever used. The usual form of series winding 
is the winding shown by Fig. 81. This figure shows a ax-polar 
armature having 35 coils and 35 commutator segments. In 
consequence thereof the armature coils under corresponding 
poles which are connected in scries are slightly displaced from 
each other, so that after pas^sing around all corresponding poles 
the winding leads syTnmetrieally into the coil adjacent to the first 
armature coil. Hereby the necessity of commutator cross con- 
nections is avoided, and the winding is perfectly symmetrical. 
With this form of scries winding, which is mostly used, the 
number of armature coils must be chosen to follow certfun rules. 
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Fig. 70. MulUple Drum Full Pitch Winding. (169) 
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Fig. 80. Series Drum Windhig with CroBs-connected CommuUtor. 



Fig. 61. Kcriea Drum Wladlng. 

DgitzedDvGoOgle 



DIRECT-CURRENT COMMUTATING MACHINES. 171 

Generally the number of coils is one less or one more than a 
multiple of the number of poles. 

All these windings are closed-circuit windings; that is, starting 
at any pomt, and following the armature conductor, the circuit 
returns into itself after passing all e.m.fs. twice in opposite direc- 
tion (thereby avoiding short-circuit). An instance of an open- 
coil winding is shown in Fig. 82, a series-connected three-phase 



Fig. 82. Upen-circuic Three-phaae Series Drum Winding. 

star winding similar to that used in the Thomson-Houston arc 
machine. Such open-coil windings, however, cannot be used in 
commutating machines. They are generally preferred in syn- 
chronous and in induction machines. 

38. By leaving space between adjacent coils of these windings 
a second winding can be laid in between. The second winding 
can either be entirely independent from the first winding, that 
is, each of the two windings closed upon itself, or after passing 
through the first winding the circuit enters the second winding, 
and after passing through the second winding it reenters the first 
winding. In the first case the winding is called a double spiral 



DgitzedbvGoOgle 



172 ELEMENTS OF ELECTRICAL ENGINEERING. 

winding (or multiple spiral winding if more than two winding 
are used), in the latter case a double reentrant winding (or 
multiple reentrant winding). In the double spiral winding the 
number of coils must be even; in the double reentrant winding, 
odd. 

Multiple spiral and multiple reentrant windings can be either 
multiple or series wound; that is, each spiral can consist either 
of a multiple or of a series wimiing. Fig. 83 shows a double 



Fig. 8J. Malliple Double Spiral Ring Winding, 

Spiral multiple ring winding, Fig. S4 a double spiral multiple 
drum winding. Fig. 85 a double reentrant multiple drum wind- 
ing. As seen in the double spiral or double reentrant multiple 
winding, twice as many circuits as poles are in multiple. Thus 
such windings are mostly used for large low-voltage machines. 

39. A distinction is frequently made between lap winding 
and wave winding. These arc, however, not different types; 
but the wave winding is merely a constructive modification of 
the series drum winding with single-tuni coil, as seen by com- 
paring Figs. 80 and 87. Fig. 80 shows a part of a series drum 
winding developed. Coils C, ami C„ having corresponding 
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Fig. 86. MulUple Pouble Be-eaUauC Drum Full Fitdi Wludiog. (178) 
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fig. 8fi. Series Lap Winding. 



Fig. 87. Wave Winding. 
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positions under poles of equal pokrity, are joined in series. 
Thus the end connection ab of coil C^ connects by cross connec- 
tion 6c and cd to the end connection de of coil C,. If the armature 
coils consist of a single turn only, as in Fig. 86, and thus are open 
at 6 and d, the end connection and the cross connection can be 
combined by passing from a in coil C, directly to c and from c 




Hg. 83. Series Drum Wave WiDdiog. 



directly toe in coil C,; that is, the circuit aficdc is replaced by ace. 
This has the effect that the coils are apparently open at one side. 

Such a winding has been called a wave winding. Only series 
windings with a single turn per coil can be arranged as wave 
windings, while windings with several turns per coil must neces- 
sarily be lap or coil windings. In Fig, 88 is shown a series drum 
winding with 35 coils and commutator segments, and a single 
turn per coil arranged as wave winding. This winding may be 
compared with the 35-coil series drum winding in Fig. 81. 

40. Drum winding can be divided into full-pitch and frac- 
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tional-pitch windings. In the full-pitch winding the spread of 
the coil covers the pitch of one pole; that is, each coil covers 
one-sixth of the armature circumference in a six-pole nrnchine, 
etc. In a fractional-pitch winding it covers less or more. 

Series drum windings without cross-connected commutator in 
which thus the number of coils is not divisible by the number of 




Fig. 8B. HuUipIe Drum Five-Bixlb Fractional mtch Winding. 



poles are necessarily always sUghtly fractional pitch; but gen- 
erally the expression "fractional-pitch winding" is used only for 
windings in which the coil covers one or several teeth less than 
correspond to the pole pitch. Thus the multiple drum winding 
in Fig. 79 wotild be a fractional-pitch winding if the coils spread 
over only four or five teeth instead of over six. As five-sixths 
fractional-pitch multiple drum winding it is shown in fig. 89. 

Fractional-pitch windings have the advantage of shorter 
end connections and less self-inductance in commutation, since 
commutation of corresponding coils under different poles does 
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not take place in the same, but in ditTerent, slots, and the flux 
of self-inductance in commutation is thus more subdivided. 
Fig. 89 shows the multiple drum winding of Fig, 79 as a frac- 
tional-pitch winding with five teeth spread, or five^sixths pitch. 
During commutation the coils ab c d ef commutate simultane- 
ously. In Fig. 79 these coils Uc by twos in the same slots, in 
Fig. 89 they lie in separate slots. Thus, in the former case the 
flux of self-inductance interlinked with the commutated coil is 
due to two coils; that is, twice that in the latter case. Frac- 
tional-pitch windings, however, have the disadvantage of redu- 
cing the width of the neutral zone, or zone without generated 
e.m.f. between the poles, in which commutation takes place, 
since the one side of the coil enters or leaves the fleld before the 
other. Therefore, in commutating machines it is seldom that 
a pitch is used that falls short of full pitch by more than 
one or two teeth, while in induction and synchronous machines 
occasionally as low a pitch as 50 per cent is used, and two-thirds 
pitch is frequently employed. 

For special purposes, as in single-phase commutator motors 
(see section C), fractional-pitch windings are sometimes used. 

41. Series windings find their foremost application in ma- 
chines with small currents, or small machines in which it is 
desirable to have as few circuits as possible in multiple, and in 
machines in which it is desirable to use only two sets of brushes, 
as in sntiiller railway motors. In multipolar machines with 
many sets of brushes a series winding is liable to ^ve selective 
commutation; that is, the current does not divide evenly between 
the sets of brushes of equal polarity. 

Multiple winding are used for machines of large currents, thus 
generally for large machines, and in large low-voltage machines 
the still greater subdivision of circuits afforded by the multiple 
spiral and the multiple reentrant winding is resorted to. 

To resume, then, armature windings can be subdivided into 

(a) Ring and drum windings. 

(6.) Closed -circuit and open-circuit windings. Only the former 
can be used tor commutating machines. 

(c.) Multiple and series windings, 

(d.) Single-spiral, multiple-spiral, and multiple-reentrant wind- 
ings. Either of these can be multiple or series windings. 

(fi.) Full-pitch and fractional-pitch windings. 
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ni. Generated E.H.FS. 

42. The formula for the generation of e.m.f. in a direct- 
current machine, as discussed in the preceding, is 

e — 4/n*, 

where e = generated e.m.f., / = frequency - number of pairs 
of poles X hundreds of rev. per sec, n ■- number of tuma m 
series between brushes, and ^ = magnetic flux passing through 
the armature per pole, in megalines. 

In ring-wound machines, ■!> is one-half the flux per field pole, 
since the flux divides in the armature into two circuits, and each 
armature turn incloses only half the flux per field pole. In ring- 
wound armatures, however, each armature turn has only one con- 
ductor lying on the armature surface, or face conductor, while in a 
drum-wound machine each turn has two face conductors. Thus, 
with the same number of face conductors — that is, the same 
armature surface — the same frequency, and the same flux per 
field pole, the same e.m.f, is generated in the ring-wound as in 
the drum-wound armature. 

The number of turns in series between brushes, n, is one-half 
the total number of armature turns in a series-wound aimature, 

- the total number of armature turns in a single-spiral multiple- 
wound armature with p poles. It is one-half as many in'a double- 
spiral or double-reentrant, one-third as many in a triple-spiral 
winding, etc. 

By this formula, from frequency, series turns, and magnetic 
flux the e,m.f. is found, or inversely, from generated e.m.f., fre- 
quency, and series turns the magnetic flux per field pole is cal- 
culated: 

From magnetic flux, and section and lengths of the different 
parts of the magnetic circuit, the densities and the ampere- 
turns required to produce these densities are derived, and as the 
sum of the ampere-turns required by the different parts of the 
magnetic circuit, the total ampere-turns excitation per field pole 
is found, which is required for generating the desired e,m.f. 
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Since the formula for the generation of direct-current e.m.f. 
is independent of the distribution of the magnetic flux, or its 
wave shape, the total magnetic flux, and thus the ampere-turns 
required therefor, are inde[>endent also of the distribution of 
magnetic flux at the armature surface. The latter is of impor- 
tance, however, regarding armature reaction and commutation. 

IV. Distribution of Magnetic Fluz. 

43. The distribution of magnetic flux in the air gap or at the 
annature surface can be calculated approximately by assuming 
the density at any point of the armature surface as proportional 
to the m.m.f. acting thereon, and inversely proportional to the 

gBo 



6 C 

¥i)f. 90. Distribution ol Magnetic Flux mitler a Bingle Pole. 

nearest distance from a field pole. Thus, if ff, = ampere-turns 
acting upon the ^r gap between armature and field pole, la = 
length of air gap, from iron to iron, the density under the magnet 
pole, that is, in the range BC of Ilg. 90, is 

• 10 z„ 

At a point having the distance l^ from the end of the field pole 
on the armature surface, the distance from the next field pole 
is Id = "^la + W, and the density thus, 



10 \//„' + l^ 
Herefrom the distribution of magnetic flux is calculated and 
plotted in Fig. 90, for a single pole BC, along the armature sur- 
face A, for the length of air gap la = 1, and such a m.m.f. as to 
^ve (B, = 8000 under the field pole; that is, for 3Cj = 6400 or 
5C, - 8000. 
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Around the surface of the direct-current machine armature, 
alternate poles follow each other. Thus the m.m.f. is constaot 
only under each field pole, but decreases in the space between 
the field poles, from C to £" in Fig. 91, from full value at C to 




Fig. 91. DiatribuUon of Magueiic Force and Flux at Ko Load. 



full value in opposite direction at E. The point D midway 
between C and E, at which the m.m.f. of the field equals zero, 
is called the "neutral," The distribution of m.m.f. of field 




Fig. 92, Distribution of Fluit with Current in the Armature. 

excitation is thus given by the line ff in Fig. 91. The distribu- 
tion of magnetic flux as shown in Fig. 91 by (B, is derived by 
the formula , _^ 

mil 

where 

U -VQTV. 
This distribution of magnetic flux applies only to the no-load 
condition. Under load, that is, if the armature carries current, 



D„iz,db,Google 
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the distribution of flux is changed by the ni.m.f. of the armature 
current, or armature reaction. 

44. Assuming the brushes set at the middle points between 
adjacent poles, D and G, Fig. 92, the m.m.f. of the armature is 
maximum at the point connected with the commutator brushes, 
in this case at the points D and G, and gradually decreases from 
full value at Z) to equal but opposite value at G, as shown 
by the line ffo in Fig, 92, while the line ff, gives the field m.m.f. 
or impressed m.m.f. 

If n =- number of turns in series between brushes per pole, 
i = current per turn, the armature reaction is ffo " ni ampere- 
turns. Adding So and ff^ ^vea the resultant m.m.f. 5, and there- 
from the magnetic distribution : 

The latter is shown as hne tB^ in Fig. 92. 

With the brushes set midway between adjacent field poles, 
the armature m.m.f. is additive on one side and subtractive on 
the other side of the center of the field pole. Thus the magnetic 
intensity is increased on one side and decreased on the other. 
The total m.m.f., however, and thus, neglecting saturation, the 
total flux entering the armature, are not changed. Thus, arma- 
ture reaction, with the brushes midway between adjacent field 
poles, acts distorting upon the field, but neither magnetizes nor 
demagnetizes, if the field is below saturation. 

The distortion of the magnetic field takes place by the arma- 
ture ampere-tums beneath the pole, or from S to C Thus, if 
T = pole arc, that is, the angle covered by pole face (two poles 
or one complete period being denoted by 360 degrees), the dis- 



the m.m.f. at the two opposite pole comers, and thus the mag- 
netic densities, stand in the proportion 1 to 3. As seen, the 
generated e.m.f. is not changed by the armature reaction, with 
the brushes set midway between the field poles, except by the 
small amount corresponding to the flux entering beyond D and 
G, that is, shifted beyond the position of brushes. At D, how- 
ever, the flux stiU enters the armature, depending in intensity 
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upon the armature reaction; and thus with considerable anna^ 
ture reaction the brushes when set at this point are liable to 
spark by short-circuiting an active e.m.f. Therefore, under load, 
the brushes are shifted towards the following pole, that is, to- 
wards the direction in which the zero point of magnetic flux has 
been shifted by the armature reaction. 

45. In Fig. 93, the brushes are assumed as shifted to the 
comer of the next pole, E respectively B. In consequence 
thereof, the subtractive range of the armature m.m.f. is larger 
% 




Fig. 93. Distributi<Hi of Flux with Current in the Armature ftud Brushes 

shifted from the Magnetic Neutral, 
than the additive, and the resultant m.ni.f. ff = ff, + $„ is de- 
creased; that is, with shifted brushes the armature reaction 
demagnetizes the field. The demagnetizing armature ampere- 



GM 



That is, if r, = angle of shift of 

brushes or angle of lead (= GB in Fig. 93), assuming the pitch 
of two poles = 360 degrees, the demagnetizing component of arma- 
ture reaction is -- ^ , the distorting component is 7^, where 



180 ' 



180' 



r = pole arc. 

Thus, with shifted brushes the field excitation has to be in- 
creased under load to maintain the same total resultant m.m.f., 
that is, the same total flux and generated e.m.f. Hence, in 

Fig. 93 the field excitation ff, has been assumed by -rh^ = -^ 

larger than in the previous Sgurcs, and the magnetic distribution 
ffl, plotted for those values. 
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V. Effect of Saturation on Magnetic Distribution. 

46. The preceding discussion of Figs. 90 to 93 omits tlie effect 
of saturation. That is, the assumption is made tlrnt the mag- 
netic materials near the air gap, as pole face and armature teeth, 
are so far i>elow saturation that at the demagnetized pole comer 
the magnetic density decreases, at the strengthened pole comer 
increases, proportionally to the m.m.f. 

The distribution of m.m.f. obviously is not affected by satu- 
ration, but the distribution of magnetic flux is greatly changed 
thereby. To investigate the effect of saturation, in Figs. 94 to 
97 the assumption has been made that the air gap is reduced 
to one-half its previous value, la = 0.5, thus consuming only 
one-half as many ampere-tums, and the other half of the ampere- 
tums are consumed by saturation of the armature teeth. The 
length of armature teeth is assumed as 3.2, and the space filled 
by the teeth is assumed as consisting of one-third of iron and 
two-thirds of non-magnetic material (armature slots, ventilatr- 
ing ducts, insulation between laminations, etc.). 

In Figs. 94, 95, 96, 97, curves are plotted corresponding to 
those in Figs. 90, 91, 92, and 93. As seen, the spread of mag- 
netic flux at the pole comers is greatly increased, but farther 
away from the field poles the magnetic distribution is not 



47. The magnetizing, or rather demagnetizing, effect of the 
load with shifted brushes is not changed. The distorting effect 
of the load is, however, very greatly decreased, to a small per- 
centage of its previous value, and the magnetic field under the 
field pole is very nearly uniform under load. 

The reason is: Even a very large increase of m.m.f. does not 
much increase the density, the ampere-tums being consumed by 
saturation of the iron, and even with a large decrease of m.m.f. 
the density is not decreased much, since with a small decrease 
of density the ampere-tums consumed by the saturation of the 
iron become av^lable for the air gap. 

Thus, while in Fig. 93 the densities at the center and the two 
pole comers of the field pole are 8000, 12,000, and 4000, with the 
saturated structure in Fig. 97 they are 8000, 9040, and 6550. 

At or near the theoretical neutral, however, the saturation has 
no effect. 
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Fig. 95. Distribution of Flux &nd m.m.f. at No Load. 
3'o 




Fig. 96. DistributioQ of Flux and m.m.f. at Load, with Brushes at Neutral. 

%_ 




Fig. 97. Distribution of Flux and m.m.t. at Load, with Brushes 
shifted to next Pole Comer. 
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That is, saturation of the armature teeth affords a means of 
reducing the distortion of the magnetic field, or the shifting of 
flux at the pole comers, and is thus advantageous for machines 
which shall operate over a wide range of load with fixed position 
of brushes, if the brushes are shifted near to the next following 
pole comer. 

It offers no direct advantage, however, for machines com- 
mutating with the brushes midway between the field poles, as 
converters. 

Ad effect similar to saturation in the armature teeth is pro- 
duced by saturation of the field pole face, or more particularly, 
saturation of the pole comers of the field. 

VI. Effect of Commutating Poles. 

48. With the commutator brushes of a generator set midway 
between the field poles, as in Fig. 92, the m.m.f. of armature reac- 
tion produces a magnetic field at the bmshes. The e.m.f. gener- 
ated by the rotation of the armature through this field opposes the 
reversal of the current in the short-circuited armature coil under 
the brush, and thus impairs commutation. If therefore the com- 
mutation constants of the machines are not abnormally good, — 
high field strength, low armature reaction, low self-inductanee 
and frequency of commutation, — the machine does not com- 
mutate satisfactorily under load, with the brushes midway 
between the field poles, and the brushes have to be shifted to the 
edge of the next field poles, as shown in Fig. 93, until the fringe 
of the magnetic flux of the field poles reverses the armature 
reaction and so generates an e.m.f. in the armature coil, which 
reverses the current and thus acts as commutating flux. The 
commutating e.m.f, and therefore the commutating flux should 
be proportional to the current which is to be reversed, that is, 
to the load. The magnetic flux of the field pole of a shunt or 
compound machine, however, decreases with increasing load at 
the pole comers towards which the brushes are shifted, by the 
demagnetizing action of the armature reaction, and the shift of 
brushes therefore has to be increased with the load, from nothing 
at no load. At overloati, the pole comers towards which the 
brushes are shifted may become so far weakened that even 
under the pole not sufficient reversing e.m.f. is generated, and 
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satisfactory commutation ceases, that is, the sparking limit is 
reached. 

In general, however, varying the brush shift with the load is 
not permissible, and with rapidly fluctuating load not feasible, 
and therefore the brushes are set permanently at a mean shift. 
In this case, however, instead of increasing proportionally with 
the load, the commutating field is maximum at no load, and 
gradually decreases with increase of load, and is correct only 
at one particular load. At constant shift of the brushes, the 
commutation of the constant potential machine, direct-current 
generator or motor, is best at a certain load, and usually becomes 
poorer at lighter or heavier loads, and ultimately becomes bad 
by inductive sparks due to insufficient commutating flux. In 
machines in which very good commutating constants cannot 
be secured, as in large high-speed machines, (steam turbine 
driven direct-current generators), this may lead to bad spark- 
ing or even flashing over at sudden overloads as well as when 
throwing off full load. 

49. This has led to the development of the commiUating pole, 
also called interpole, that is, a narrow magnetic pole located 
between the main poles at the point of the armature surface, 
at which commutation occure, and excited so as to produce a 
commutating flux proportional to the load, and thus ^ving the 
required commutating field at all loads. Such machines then 
pve no inductive sparking, but regarding commutation are 
limited in overload capacity only by the current density under 
the brush. 

Such commutating poles are excited by series coils, that is, 
coils connected in series with the armature and having a number 
of effective turns higher than the number of effective series turns 
per armature pole, so that at the position of the brushes the 
m.m.f. of the commutating pole overpowers and reverses the 
m.m.f. of the armature, and produces a commutating m.m.f. 
equal to the product of the armature current and difference of 
commutating turns and armature turns, and thereby produces 
a commutating tlux proportional to the load, as long as the mag- 
netic flux in the commutating poles does not reach too high 
magnetic saturation. 

In Fig. 98 is shown the distribution of m.m.f. around the cir- 
cumference of the armature, and in Fig. 99 the distribution of 
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magnetic flux calculated in the manner as described in para- 
graphs 46 and 47. M represents the main poles, C the com- 
mutating poles. A main field excitation JFj is assumed of 10,000 
ampere-tums per pole, and an armature reaction ffo of 6000 




ilg. 98. Magnetive Force DiatributioD with Commutating Pole. 



ampere-tums per pole. Choosing then 8000 ampere-tums per 
comrautating pole 5', leaves 2000 ampere-turns as resultant com- 
mutating m.m.f. at full load, half as much at half load, etc. 
The resultant m.m.f. of the main field SF„ the armature 5o, and 




Magnetic Flux Distributioa with Commutating Pole. 



the comrautating pole ff' is represented in Fig. 98, by EFj, and the 
flux produced by it is shown in Fig. 99. As seen, with the 
commutator brushes midway between the field poles, that is, 
in the center of the comrautating pole, a comrautating flux pro- 
portional to the armature current enters the amiature at the 
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brush B and B', and ia cut by the revolving armature during 
commutation. 

The use of the commutating pole or interpole thus permits con- 
trolling the commutation, with fixed brush position midway 
between the field poles, and commutating poles therefore are 
extensively used in larger machines, especially of the high-speed 
type. 

The commutating pole makes the commutation independent 
of the main field strength, and therefore permits the machines 
to operate with equally good commutation over a wide voltage 
range, and at low voltage, that is, low field strength, as required 
for instance in boosters, etc, 

50. With multiple-wound armatures, at least one commutat- 
ing pole for every pair of main poles is required, while with a 
series-wound armature a single commutating pole would be 
sufficient for aU the sets of armature brushes, if of sufficient 
strength. In general, however, as many commutating poles as 
main poles are used. 

With the position of the brushes at the neutral, as is the case 
when using commutating poles, the armature reaction has no 
demagnetizing component, and the only drop of voltage at load 
is that due to the armature resistance drop and the distortion of 
the main field, which at saturation produces a decrease of the 
total flux, as shown in Fig. 96. 

As is seen in Fig. 99, the magnetic flux of the commutating 
pole is not symmetrical, but the spread of flux is greater at the 
side of the main pole of the same polarity. As result thereof, the 
total magnetic fiux is slightly increased by the commutating 
poles; that is, the two halves of the commutating flux on the 
two sides of the brush do not quite neutralize, and the com- 
mutating flux thus exerts a slight compoundmg action, that is, 
tends to raise the voltage. This can be still further increased 
by shifting the brushes slightly back and thus giving a magnet- 
izing component of armature reaction. This can be done with- 
out affecting commutation as long as the brushes still remiua 
under the commutating pole. In this manner a compounding 
or even a slight over-compounding can be produced without a 
series winding on the main field poles, or, inversely, by shifting 
the brushes slightly forward, a demagnetizing component of 
armature reaction can be introduced. 
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Iq operating machines with commutating polea in multiple, 
care therefore must be taken not to have the compounding 
action of the commutating poles interfere with the distribution 
of load ; for this purpose an equalizer connection may be used 
between the commutating pole windings of the different ma- 
chines, and the commutating winding treated in the same way 
as seties coils on the main poles, that is, equalized between the 
difTerent machines to insure division of load. 

51. The advantage of the commutating pole over the shift 
of brushes to the edge of the next field pole, in constant poten- 
tial machines, — shunt or compound wound, — thus is that the 
commutating flux of the former has the right intensity at all 
loads, while that of the latter is right only at one particular 
load, too high below, too low above that load. In series-wound 
machines, that is, machines in which the main field is excited in 
series with the armature, and thus varies in strength with the 
armature current, armature reaction and field excitation are 
always proportional to each other, and the distribution of mag- 
netic flux at the armature cireumference therefore always has 
the same shape, and its intensity is proportional to the current, 
except as far as saturation limits it. As the result thereof, 
shifting the brushes to the edge of the field poles, as in Fig. 93, 
brings them in a field which is proportional to the armature 
current and thus has the proper intensity as a commutating 
field. Therefore with series-wound machines commutating poles 
are not necessary for good commutation, but the shifting of the 
brushes gives the same result. However, in cases where the 
direction of rotation frequently reverses, as in railway motors, 
■ the direction of the shift of brushes has to be reversed with the 
reversal of rotation. In railway motors this cannot be done 
without objectionable complication, therefore the brushes have 
to be set midway, and the use of the magnetic flux at the edge of 
the next [>ole, as commutating flux, is not feasible. In this case 
a commutaUng pole is used, to ^ve, without mechanical shifting 
of the brushes, the same effect which a brush shift would give. 
Therefore in. railway motors, especially when wound for high 
voltage, as 1000 to 1500 volts, a commutating pole is sometimes 
used. This commutating pole, having a series winding just 
like the main pole, changes proportionally with the mun pole. 
When reversing the direction of rotation, however, the armature 
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and the commutatmg poles are reversed, while the main poles 
remaiD unchanged, or the m^n poles are reversed, while the 
armature and the commutating poles rem^n unchanged; that 
is, the separate commutating pole becomes necessary because 
during the reversal of rotation it has to be treated differently 
from the main pole. 

VII. Effect of SIotB on Magnetic Flux. 
53. With slotted armatures the pole face density opposite the 
armature slots is less than that opposite the armature teeth, due 
to the greater distance of the air path in the fonner case. Thus, 
with the passage of the armature slots across the field pole & 
local pulsation of the magnetic flux in the pole face is produced, 
which, while harmless with laminated field pole faces, generates 
eddy currents in soUd pole pieces. The frequency of this pul- 
sation is extremely high, and thus the energy loss due to eddy 
currents in the pole faces may be considerable, even with pul- 
sations of small amplitude. If iS = peripheral speed of the anna- 
ture in centimeters per second, Ip = pitch of armature slot (that 
is, width of one slot and one tooth at armature surface), the 

frequency is /, — p . Or, if / = frequency of machine, n — 

number of armature slots per paiT of polra,/, = nf. 
For instance, / = 33.3, n = 51, thus /, = 1700. 

Under the assumption, width 
of slots equals width of t«eth 
" 2 X width of air gap, the dis- 
tribution of magnetic flux at the 
pole face is plotted in Fig. 100. 
The drop ot density opposite 
each slot consists of two curved 
branches equal to those in Fig. 90, 

i« ^ t a. ^ T^, that is, calculated by 
-Effect ot Slots on Flux ^ 

Distribution. id " , 




The average flux is 7525; that is, by cutting half the armature 
surface away by slots of a width equal to twice the length of air 
gap, the total flux under the field pole is reduced only in the 
proportion 8000 to 7525, or about 6 per cent. 
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The &UX (B pulsating between 8000 and 5700 is equivalent to 
a unifonn flux (B, » 7525 superposed with an alternating flux 
(B„ shown in Fig. 101, with a maximum of 475 and a minimum 
ol 1825. Tiaa alternating Sux <S, can, aa regards production of 




Fig. 101. Effect of Slots oa Fliu Distributioo. 



eddy currents, be replaced by the equivalent sine wave (B,,, that 
is, a sine wave having the same effective value (or square root of 
mean square). Tlie effective value is 718. 

The pulsation' of magnetic Sux farther in the interior of the 
field-pole face can be approximated by drawing curves equi- 
distant from (B,. Thus the curves (B^^, (B,, (B,^, (B„ (B,^, and (B, 
are drawn equidistant from (B, in the reUtive distances 0.5, 1, 
1.5, 2, 2.5, and 3 (where ^a = 1 is the length of air gap). They 
^ve the effective values : 

(B, CB, (B, CB,^ (B„ tB,^ (B, 

718 373 184 119 91 69 57 

That is, the pulsation of magnetic flux rapidly disappears 

towards the interior of the magnet pole, and stiU more rapidly 

the energy loes by eddy currents, which is proportional to the 

square of the magnetic density. 

53. In calculating the effect of eddy currents, the magnetizing 

effect of eddy currents may be neglected (which tends to reduce 

the pulsation of nu^etism); this ^ves the upper Umit of loss. 

Let (B — effective density of the alternating magnetic flux, 

S — peripheral speed of armature in centimeters per 

second, and 
/ — length of pole face along armature. 
The e.m.f. generated in the pole face is then 
e = Sl<R X 10-*, 
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and the current in a strip of thickness A^ and one centimeter 



width, 



eM SI(RM 10-' S(&M IQ-' 



Ai-^ = 



where 



pi pi p 

p = resistivity of the material. 
Thus the effect of eddy currents in this strip is 
OTcB'A/ 10-" 



Ap = eAi = - 



or per cu. cm. 



S'^' 10-' 



that is, proportional to the square of the effective value of mag- 
netic pulsation, the square of peripheral speed, and inversely 
proportional to the resistivity. 
Thus, assuming for instance, 

S = 2000, 

/> = 20 X 10'*, for cast steel, 

^ = 100 X lO"*, for cast iron, 
we have in the above example, 
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Vni. Armature Reaction. 

54. At no load, that is, with no current in the armature cir- 
cuit, the magnetic field of the commutating machine is sym- 
metrical with regard to the field poles. 

Thus the density at the armature surface is zero at the point 
or in the range midway between adjacent field poles. This 
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point, or range, is called the "neutral" point or "neutral" range 
of the commutating machine. 

Under load the armature current represents a m.m.f. acting in 
the direction from commutator brush to commutator brush of 
opposite polarity, that is, in quadrature with the field m.m.f. if 
the brushes stand midway between the field poles; or shifted 
against the quadrature position by the same angle by which the 
commutator brushes are shifted, which angle is called the angle 
of lead. 

If n — turns in series between brushes per pole, and i — cur- 
rent per turn, the m.m.f. of the armature is ?„ = ni per pole. 
Or, if n„ = total number of turns on the armature, rte = number 
of turns or circuits in multiple, 2 Wp = number of poles, and i, 
= total armature current, the m.m.f. of the armature per pole 

is ffo = „ " "* . This m.m.f. is called the armature reaction of 

2npne 
the continuous-current machine. 

Since the armature turns are distributed over the total pitch 
of pole, that is, a space of the armature surface representing 
180 deg., the resultant armature reaction is found by multiply- 
ing ffo with the average cos J nn "^ ~' *"*^ ^ ''^"^ 
2 ff„ 2 ni 



When comparing the armature reaction of commutating ma- 
chines with other types of machines, as synchronous machines, 

etc., the resultant armature reaction ffo^ = — ~ has to be used, 

In discussing commutating machines proper, however, the 
value SFo = ni is usually considered as the armature reaction. 

SS- The armature reaction of the commutating machine has 
a distorting and a magnetizing or demagnetizing action upon the 
magnetic field. The armature ampere-turns beneath the field 
poles have a distorting action as di.scus.scd under " Magnetic Dis- 
tribution" in the preceding paragraphs. The armature ampere- 
turns between the field poles have no effect upon the resultant 
field if the brushes stand at the neutral; but if the brushes are 
shifted, the armature ampere-turns inclosed by twice the angle 
of lead of the brushes have a demagnetizing action. 
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Thus, if T = pole arc as fraction of pole pitch, t, = shift 
of brushes as fraction of pole pitch, S^ the m.m.f. of annature 
reaction, and 5^ the m.m.f. of field excitation per pole, thedemag- 
netizing component of armature reaction is z^Sa, the distorting 
component of armature reaction is rSfg, and the magnetic den- 
sity at the strengthened pole comer thus corresponds to the 

if? . 

2 



m.m.f. 



' at the weakened field comer to the in.m.f. 



IX. Saturation Curves. 

56. As s<UuTation curve or magnetic characteristic of the com- 
mutating machine is understood the curve giving the generated 
voltage, or terminal voltage at open circuit and normal speed, 
as function of the ampere-turns per pole held excitation. 

Such curves are of the shape shown in Fig. 102 as A. Owing 
to the remanent magnetism or hysteresis of the iron part of the 
Btic circuit, the saturation curve taken with decrea^g 



y- 


^^ 


y 




^^"'Z ^ = ==f^ " 


A ^ ^ ^ ^ *' "' 


^"'^^"'z ^ „...-_ : 


/ // / .-sff- 


z^^^ ^^ , 


4 Tnt^ I 


t'HC » 


't^ " 


4i4i I 


ttt " 


t 1- I 


^zr 



Fig. 102. Saturation Characteristics. 



field excitation usually does not coincide with that taken with 
increasing field excitation, but is higher, and by graduaJly first 
increasing the field excitation from zero to maximum and then 
decreasing ag«n, the looped curve in Fig. 103 ia derived, pving 
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as average saturation curve the curve shown in Fig. 102 as A 
and as central curve in Fig. 103. 

Direct-current generators are usually operated at a point of 
the saturation curve above the bend, that is, at a point where the 
terminal voltage increases considerably less than proportionally 
to the field excitation. This is necessary in self-exciting direct- 
current generators to secure stability. 

The ratio 
increase of field excitation _ corresponding increase of voltage 

total field excitation ' total voltage ' 

., . . d£F. de 

that la, -—" -¥■ ~ I 

is called saturation factor k„ and is plotted in Fig. 102. It is the 
ratio of a small percentage increase in field excitation to a corre- 
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Fig. 103. Saturation Curves, 
sponding percentage increase in voltage thereby produced. The 



chine, as it shows the approach of the machine field to magnetic 
saturation. 

57. Of considerable importance also are curves giving the 
terminal voltage as function of the field excitation at load. 
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Such curves are called load satur(Ui(m curves, aud can be consfanf 
current load saturcUion curve, that is, terminal voltage as func- 
tion of field ampere-turns at constant full-load current through 
the armature, and constant resistance load saturation curve, that 
is, terminal voltage as function of field ampere-turns if the 
machine circuit is closed through a constant resistance 0ving 
full-load current at full-load terminal voltage. 

A constant-current load saturation curve is shown as B, and 
a constant resistance load saturation curve as C in Fig. 102. 



X. Compounding. 

58. In the direct-current generator the field excitation re- 
quired to muntain constant terminal voltage has to be increased 
with the load. A curve giving the field excitation in am- 
pere-turns per pole, as function of the load in amperes, at 
constant terminal voltage, is called the compounding curve of the 
machine. 

The increase of field excitation required with load is due to: 

1. The internal resistance of the machine, which consumes 
e.m,f. proportional to the current, so that the generated e.m.f., 
and thus the field m.m.f. corresponding thereto, has to be greater 
under load. If Av — resistance drop in the machine as fraction 

of terminal voltage, = — , the generated e.m.f, at load has to be 
e 

e (1 + kt), and it ff, = no-load field excitation, and k, = satu- 
ration coeflScient, the field excitation required to produce the 
e.m.f. e {1 + K) is £F, (1 -I- k,kr); thus an additiontd excitation 
of k,k,S^ is required at load, due to the armature resistance. 

2. The denaagnetizing effect of the ampere-turns armature 
reaction of the angle of shift of brushes r, requires an increase 
of field excitation by T,ffa. (Section VII.) 

3. The distorting efi'ect of armature reaction does not change 
the total m.m.f. producing the magnetic flux. If, however, mag- 
netic saturation is reached or approached in a part of the mag- 
netic circuit adjoining the air gap, the increase of magnetic 
density at the strengthened pole comer is less than the decrease 
at the weakened pole comer, and thus the total magnetic flux 
with the same total m.m.f. is reduced, and to produce the same 
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total magnetic flux an increased total m.m.f., that is, increase of 
field excitation, is required. This increase depends upon the 
saturation of the magnetic circuit adjacent to the armature 
conductors. 

4. The magnetic stray field of the machine, that is, that part 
of the magnetic flux which passes from field pole to field pole with- 
out entering the armature, usually increases with the load. This 
stray field is proportional to the difference of magnetic potential 
between field poles; that is, at no-load it is proportional to the 
ampere-turns m.m.f. consumed in air gap, armature teeth, and 
annature core. Under load, with the same generated e.m.f., 
that is, the same magnetic flux passing through the armature 
core, the difference of magnetic potential between adjacent field 
poles is increased by the counter m.m.f. of the annature and by 
saturation. Since this magnetic stray flux passes through field 
poles and yoke, the magnetic density therein is increased and the 
field excitation correspondingly, especially if the magnetic den- 
sity in field poles and yoke is near saturation. This increase of 
field strength required by the increase of density in the external 
magnetic circuit, due to the increase of magnetic stray field, 
depends upon the shape of the magnetic circuit, the armatufe 
reaction, and the saturation of the external magnetic circuit. 

Curves giving, with the amperes output as abscissas, the 
ampere-tums per pole field excitation required to increase the 
voltage proportionally to the current, are called over-compound- 
ing curves. In the increase of field excitation required for over- 
compovmding, the effects of magnetic saturation are still more 
marked. 

XI. Characteristic Curves. 

59. The field characleristic or regiUation curve, that is, curve 
^ving the tenninal voltage as function of the current output at 
constant field excitation, is of less importance in commutating 
machines than in synchronous machines, since commutating 
machines are usually not operated with separate and constant 
excitation, and the use of the series field affords a convenient 
means of chan^ng the field excitation proportionally to the load. 
The curve giving the terminal voltage as function of current out- 
put, in a compound-wound machine, at constant resistance in the 
shunt field, and constant adjustment of the series field, is, how- 
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ever, of importance as regulation curve of the direct-current 
generator. This curve would be a straight line except for the 
effect of saturation, etc., as discussed above. 

XII. Efficiency and Losses. 

60. The Losses in & commutating machine which have to be 
considered when deriving the efficiency by adding the individual 
losses are: 

1. Loss in the resistance of the armature, the commutator 
leads, brush contacts and brushes, in the shunt field and the 
series field with their rheostats. 

2. Hysteresis and eddy currents in the iron at a voltage equal 
to the terminal voltage, plus resistance drop in a generator, or 
minus resistance drop in a motor. 

3. Eddy currents in the armature conductors when large and 
not protected. 

4. Friction of bearings, of brushes on the commutator, and 
windage. 

5. Load losses, due to the increase of hysteresis and of eddy 
currents under load, caused by the change of the magnetic dis- 
tribution, as local increase of magnetic density and of stray field. 

The friction of the brushes and the loss in the contact resist- 
ance of the brushes are frequently quite considerable, especially 
with low-voltage machines. 

Constant or approximately constant losses are: friction of 
bearings and of commutator brushes, and windage; hysteresis 
and eddy current losses; and shunt field excitation. Losses 
increasing with the load, and proportional or approximately 
proportional to the square of the current: armature resistance 
losses; series field resistance losses; brush contact resistance 
losses; and the so-called "load-losses," which, however, are 
usually small in commutating machines. 

XIII. Commutation. 

61. The most important problem connected with commutating 
machines is that of commutation. 

Fig, 104 represents diagrammatically a commutating machine. 
The e.m.f. generated in an arinature coil A is zero with this coil 
at or near the position of the commutator brush £,. It rises 
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and reaches a maximum about midway between two adjacent 
sets of brushes, B^ and B,, at C, and then decreases again, 
reaching zero at or about fi,, and then repeats the same change 
in opposite direction. The current in armature coil A, however, 
is constant during the motion of the coil from B^ to B,. While 
the coil A passes the brush Bj, however, the current in the coil 




Fig. 104. Diitgram Tor the Study of Commutation. 



A reverses, and then remains constant again in opposite direc- 
tion during the motion from B, to B,. Thus, while the armature 
coib of a commutating machine are the seat of a system of poly- 
phase e.m.fs. having as many phases as coils, the current in these 
coils is constant, reversing successively. 

62. The reversal of current in coil A takes place while the 
gap G between the two adjacent commutator segments between 
which the coil A is connected, passes the brush B,. Thus, if 
l„ — width of brushes, S = peripheral speed of commutator per 
second in the same measure in which 1,b is given, as in inches per 

second if la is given in inches, (, = -^ ia the time during which 
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the current in A reverses. Thus, considering the reversal as a 

single alternation, („ is a half period, and thus/,, = — = ry is 

the frequency of commiiiation; hence, if L = inductance of the 
annature coil A, the e.m.f, generated in the armature coil during 
commutation is e„ = 2 ^f^ld^, where \ = current reveraed, and 
the energy which has to be dissipated during commutation is i,'Z.. 

The frequency of commutation is very much higher than the 
frequency of sjrnchronous machines, and averages from 300 to 
1000 cycles per second, or more. 

63. In reality, however, the changes of current during com- 
mutation are not sinusoidal, but a complex exponential func- 
tion, and the resistance of the commutated circuit enters the 
problem as an important factor. In the moment when the gap 
G of the armature coil A reaches the brush B,, the coil A is short- 
circuited by the brush, and the current i, in the coil begns to 
die out, or rather to change at a rate depending upon the internal 
resistance and the inductance of the coil A and the e.m.f. gener- 
ated in the coil by the magnetic flux of armature reaction and by 
the fidd magnetic flux. The higher the internal resistance the 
faster is the change of current, and the higher the inductance 
the slower the current changes. Thus two cases have to be dis- 
tinguished. 

1. No magnetic flux enters the armature at the position of 
the brushes, that is, no e.m.f, is generated in the annature coil 
under commutation, except that ot its own self-inductance. In 
this case the commutation is entirely determined by the induc- 
tance and resistance of the armature coil A, and is called 
TesisUmce commutation. 

2. Commutation takes place in an active magnetic field; that 
is, in the armature during commutation an e.m,f, is generated 
by its rotation through a magnetic field. This magnetic field 
may be the magnetic field of armature reaction, or the reverse 
magnetic field of a commutating pole, or the fringe of the man 
field of the machine, into which the brushes are shifted. In 
this case the commutation depends upon the inductance and the 
resistance of the armature coil and the e.m.f, generated therdn 
by the main magnetic field, and if this magnetic field is a com- 
mutating field, is called vdtage commutation. 
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Id either case the resietance of the brushes and their contact 
may either be negligible, as usually the case with copper brushes, 
or it may be of the same or a higher magnitude than the internal 
resistance of the armature coil A. The tatter is usually the case 
with carbon or graphite brushes. 

In the former case the resistance of the short-circuit of arma- 
ture coil A under commutation is approximately constant; in 
the latter case it varies from infinity in the moment of beginning 
commutation down to minimum, and then up again to infinity at 
the end of commutation. 

64. (a.) Negli^ble resistance of brush and brush contact. 

This is more or less approximately the case with copper 
brushes. 

Iiet t|, = current, 

L = inductance, 
r = resistance of armature coil, 

(0 = ^ = time of commutation, 

and — e = e.m.f. generated in the armature coil by its rotation 
through the magnetic field, where e is negative for the magnetic 
field of armature reaction and positive for the commutating field. 
Denoting the current in the coil A at time t after beginning 
of conmiutation by t, the e.m.f. of self-inductance is 

Thus the total e.m.f. acting in coil A, 

— e + e.=-e—L^i 
at 
and the current is 

Transposing, this expression becomes 

rdt _ di 

~T"c , .' 



the integral of which is 

- ^ - log, ^ + ij - log. Cj 
where log, c = integration constant. 
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Since at ( = 0, 1 = i„ we have 

log.c = logf^ + 0> 
therefore 

and, at the end of commutation, or, ( = („ 

For perfect commutation, 

1, - — i,; 
that is, the current at the end of commutation must have reversed 
and reached its full value in opposite direction. 

Substituting in this last equation the value ii=i, from the pre- 
ceding equation, and transforming, we have 
e _ . 

'-T7. 

r 
taking the logarithms of both terms, 

and, solving the exponential equation ior e, we obtMu 

It is evident that the inequality e > i,r must be true, otherwise 
perfect commutation is not possible. 

" e-O. 

we have , 

that is, the current never reverses, but merely dies out more or 
less, and in the moment when the gap G of the armature coil 
leaves the brush B the current therein has to rise suddenly to 
fuU intenaty in opposite direction. This being impossible, due 
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to the inductance of the coil, the current forms an arc from the 
brush across the commutator surface for a length of time depend- 
ing upon the inductance of the armature coil. 

Therefore, with low-resistance brushes, resistance commutation 
is not permissible except with machines of extremely low arma- 
ture inductance, that is, armature inductance so low that the 

magoeUc energy -"^ , which appears as spark in this case, is 

hanoless. 

Voltage commutation is feasible with low-resistance brushes, 
but requires a commutating e.m.f. e proportional to current \; 
that is, requires shifting of brushes proportionally to the load, or 
a commutating pole. 

In the preceding, the e.m.f. e has been assumed constant dur- 
ing the commutation. In reality it varies somewhat, usually 
increasing with the approach of the commutated coil to a denser 
field. It Ja not possible to 




Fig. 105. Brush Commutating Coil A. 



consider this variation in 
general, and e is thus to be 
considered the average value 
during commutation, 

65. ib.) High 
brush contact. 

Fig. 105 represents a brush 
B commutating armature 
coil A. 

Let r, = contact resist- 
ance of the brush, that b, 

resistance from the brush to the commutator surface over 
the total bearing surface of the brushes. The resistance of the 
commutated circuit is thus internal resistance of the armature 
coil t plus the resistance from C to B plus the resistance from 
BtoD. 

Thus, if („ = time of commutation, at the time ( after the 
be^nning of the commutation, the resistance from C to B is 

-""and from B to D is—"-; thus, the total resistance of the 

commutated coil is 

B _ , + to + JAl _ , + _ii_. 
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If i, = current in coU A before commutation, the total cur- 
rent into the armature from brush B\s2 1„, Thus, if i ■= cuirent 
in commutated coil, the current from B to Z> ~ i, + i, the 
current from B to C = i, — i. 

Hence, the difference of potential from Z> to C is 

^^(ic + l')-^{to-t)- 
The e.m.f. acting in coil A is 



and herefrom the difference of potential From Z) to C is 
. . r « .... 



hence, 



-^'^-T^^'^^-f'*-- 



0. 



or, transposing. 

The further solution of this general problem becomes diffi- 
cult, but even without integrating this differential equation a 
number of important conclusions can be derived. 

Obviously the commutation is correct and thus 8[>arklesE, if 
the current entering over the brush shifts from segment to seg- 
ment in direct proportion to the motion of the gap between 
adjacent segments across the brush, that is, if the current den- 
sity is uniform all over the contact surface of the brush. This 
means that the current i in the short-circuited coil varies from 
-I- 1, to — I, as a linear function of the time. In this case it 
can be represented by 

. t.-2t 

thus, 

di 2i, 
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Substituting this value in the general differential equation 
^ves, after some transformation, 

^t> + T(t,-2t)-2L = 0; 



't)\' 



which g^ves at the be^nning of eommutation, i = 0, 

at the end of commutation, t ^ t^, 

that is, even with high-resistance brushes, for perfect com- 
mutation, voltage commutation is necessary, and the e.m.f. e 
impressed upon the commutated coil must increase during com^ 
mutation from e, to c„ by the above equation. This e.m.f. ia 
proportional to the current %, but is independent of the brush 
resistance r,. 

Resistance Commutation. 

66. Herefrom it follows that resistance commutation cannot 
be perfect, but that at the contact with the segment that leaves 
the brush the current density must be higher than the average. 
Let ki = ratio of actual current density at the moment of leav- 
ing the brush to average current density of brush contact, and 
considering only the end of commutation, as the most important 
moment, we have 

For i = i, — (' this ^ves 

i = ~i, + 2ki-i,, 
while uniform current density would require 

i=-t. + 27V 
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The general diffeTential equation of resbtance commutatJOD, 
e = 0, is 

di ^ H ^ (((,-/)/ t(t,-i) 

Subetituting in this equation the value of i from the foregoing 
equation, expanding and cancelling t^ — I, we obtain 

2 T^* (if - 1) + rU, (2 ki- 1) - 2Jfc.rC - 2 fcLf = 0; 
hence, 

and for ( = L, 



2 W," + 111, 


- rt' - LI) ■ 


l.(2r. + r) 
2W.-i) 





ki- 

that is, Ai is always > 1. 

The smaller L and the larger r,,, the smaller is kt; that is, the 
nearer it is to I, the condition of perfect commutation, and 
the better is the commutation. 

Sparkless commutation is impos^ble for very large values of 
ki, that is, when L approaches r^t^, or when r, is not much 

lai^er than - , For this reason, in machines in which L cannot 

be made small, r is sometimes made large by inserting resistors 
in the leads between the armature and the commutator, Bo-caUed 
"resistance" or "preventive"leads as used in alternating-current 
commutator motors. 

XIV. Types of Commutating Hachines. 

67. By the methods of excitation, commutating machines are 
subdivided into magneto, separately excited, shunt, series, and 
compound machines. Magneto machines and separately excited 
machines are very similar in their characteristics. In either, 
the field excitation is of constant, or approximately constant, 
impressed m.m.f. Magneto machines, however, are little used, 
except for very small sizes. 

By the direction of energy transformation, commutating 
machines are subdivided into generators and motors. 
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Of foremost importance in discussing the different types of 
machines is the saturation curve or magnetic characteristic; 
that is, a curve relating terminal voltage at constant speed to 
ampere-turns per pole field excitation, at open circuit. Such 
a curve is shown as i4 in Figs. 106 and 107. It ha3 the same 
general shape as the magnetic flux density curve, except that the 
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Fig. 106. Generator Saturatioo Curves. 

knee or bend is less sharp, due to the different parts of the mag- 
netic circuit reaching saturation successively. 

Thus, in order to generate voltage ac the field excitation oc 
is required. Subtracting from oc in a generator, Fig, 106, or 
adding in a motor, Fig. 107, the value ab =- ir, the voltage con- 
sumed by the resistance of the annflture, commutator, etc., 
^ves the terminal voltage be at current i, and adding to oc the 
value ce = bd = iq = armature reaction, or rather field excita- 
tion required to overcome the armature reaction, gives the field 
excitation oe required to produce the terminal voltage de at 
current i. The armature reaction iq, corresponding to current i, 
is calculated as discussed before, and q may be called the coef- 
ficient of armaiuTe reaction. 

68. Such a curve, D, shown in Fig. 106 for a generator, and 
in Fig. 107 for a motor, and ^ving the terminal voltage de at 
current i, corresponding to the field excitation oe, is called a 
load eatiiration curve. Its points are respectively distant from 
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the corresponding points of the no-load saturation curve A a 
constant distance equal to ad, measured parallel thereto. 

Curves D are plotted under the assumption that the armature 
reaction is constant. Frequently, however, at lower voltage the 
armature reaction, or rather the increase of excitation requiral 
to overcome the armature reaction iq, increases, since with 




Fig. 107. — Motor Saturation Curves. 

voltage commutation at lower voltage, and thus weaker lield 
strength, the brushes have to be shifted more to secure spark- 
less commutation, and thus the demagnetizing effect of the 
angle of lead increases. At higher voltage iq usually increases 
also, due to increase of magnetic saturation under load, caused 
by the increased stray field. Thus, the load saturation curve 
of the continuous-current generator more or less deviates from 
the theoretical shape D towards a shape shown as G. 

A. Generators. 

Separately exciled and Magneto Generator. 

69. In a separately excited or magneto machine, that is, a 
machine with constant field excitation S^i * demagnetiealion 
curve can be plotted from the magnetization or saturation curve 
A in Fig. 106. At current i, the resultant m.m.f. of the ma- 
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chine is ff, — 15, and the generated voltage corresponds thereto 
by the saturation curve A in Fig. 107. Thus, in Fig. 108 a 
demagnetization curve A is plotted with the current 06 -= i as 
abscissas and the generated e.m.f. ab as ordinates, under the 





"^ ^^""-^ " 


^> ^-^ 


^x~~--t 


I ^^^^ 


I -t \ V 


: t \^ 


. t \s 




!! N ^ 


-TY- \V 


t • X 5'- 



Fig. 108. Separately Excited or Magneto-generator Demagnetization 
Curve and Load Characteristic with Constant Shift of Bnishea. 
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Fig. 100. Separately Excited or Hagneto-generator Demagnetization 
Curie and Load Cliaract eristic with Variable Shift of Bnialies. 

assumption of constant coefficient of armature reaction 5, that 
is, corresponding to curve D in Fig. 106. This curve becomes 
zero at the current t„, which makes \q = J,. Subtracting from 
curve A in Fig. 39 the drop of voltage in the armature and 
commutator resistance, ac = ir, gives the external characteristic 
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B of the machine as generator, or the curve relating the terminal 
voltage to the current. 

In Fig. 109 the 6ame curves are shown under the assumption 
that the armature reaction varies with the voltage in the way 
as represented by curve G in Fig. 106. 

In a separately excited or magneto motor at constant speed 
the external characteristic would lie as much above the demag- 
netization curve A as it lits below in a generator in Fig. 108, 
and at constant voltage the speed would vary inversely pro- 
portional hereto. 

Shunt Generalot. 

•JO. The external or load characteristic of the shunt generator 
is plotted in Fig. 110 with the current as abscissas and the 
terminal voltage as ordinates, as A for constant coefficient of 




Fig. 110. — ShuDt Generator Load Characteristic. 



armature reaction, and as 5 for a coefficient of armature reac- 
tion varying with the voltage in the way as shown in G, Jig, 106. 
The construction of these curves is as follows: 

In Fig. 106, og is the straight line giving the &eld excitatioa 
oh as function of the terminal voltage hg (the former obviously 
being proportional to the latter in the shunt machine), the 
open-circuit or no-load voltage of the machine is then kq. 

Drawing gl parallel to da (assuming constant coefficient of 
armature reaction, or parallel to the hypothenuse of the triangle 
iq, ir at voltage og, when assuming variable armature reaction), 
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then the current which g^ves voltage gh ia proportional to ^, 
that is, i:\ = gl:da, where i^ is the current at the voltage de. 

As seen from Fig. 110, a maximum value of current exists 
which is less if the brushes are shifted than at constant position 
of brushes. 

From the load characteristic of the shunt generator the 
resistance characteristic is plotted in Fig. Ill; that is, the de- 
pendence of the terminal voltage upon the external resistance 
^_ terminal voltase ^^^^ ^ .^ ^ jj, comaponds to 

current 
constant, curve B to varying armature reaction. It is seen 
that at a certain definite resistance the voltage becomes zero, 
and for lower resistance the machine cannot generate but loses 
its excitation. 

The variation of the terminal voltage of the shunt generator 
with the speed at constant field resistance is shown in Fig. 112, 
at no load as A, and at constant current i as B. These curves 
are derived from the preceding ones. They show that below a 
certain speed, which is much higher at load than at no load, the 
machine cannot generate. The lower part of curve B is unstable 
and cannot be realized. 

Series Generator. 

71. In the series generator the field excitation ia proportional 
to the current i, and the saturation curve A in Fig. Il3 can thus 
be plotted with the current i as abscissas. Subtracting ab =• ir, 
the resistance drop, from the voltage, and adding bd — iq, the 
armature reaction, ^ves a load saturation curve or external 
characteristic B of the series generator. The terminal voltage 
is zero at no load or open circuit, increases with the load, 
reaches a maximum value at a certain current, and then de- 
creases ag^n and reaches zero at a certain maximum current, 
the current of short-circuit. 

Curve B is plotted with constant coefficient of armature reac- 
tion q. Assuming the brushes to be shifted with the load and 
proportionally to the load, g^vea curves C, D, and E, which are 
higher at light load, but fall off faster at high load. A still 
further shift of brushes near the maximum current value even 
overturns the curve as shown in F. Curves E and F correspond 
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Fig. 111. ShuDt Generator ResiBtance Characteristic. 
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Fio. 112. Shunt Generator Speed Characteriatio at Constant Field Circuit 
Resistance. (212j 
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to a very great shift of brushes, and an armature demagnetizing 
effect of the same magnitude as the field excitation, as realized 
in arc-Ught machines, in which the last part of the curve is used 
to secure inherent regulation for constant current. 
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Fig. 113. Series Geaer&tor Saturatioo Curve and Load Characteristic. 

The resistance characteristic, that is the dependence of the 
current and of the terminal voltage of the series generator upon 
the external resistance, are constructed from Fig, 113 and 
plotted in Fig. 114. 

S, and Bj in Rg. 114 are terminal volts and amperes corre- 
sponding to curve B in Fig. 113, E^, E,, and F^ volts and amperes 
corresponding to curves E and F in Fig. 113, 

At)Ove a certain external resistance the series generator loses 
its excitation, while the shunt generator loses its excitation 
below a certain external resistance. 



Compound Generator. 

72. The saturation curve or magnetic characteristic A, and 
the load saturation curves D and G of the compound generator, 
are shown in Fig. 115 with the ampere-turns of the shunt field 
as abscissas. A is the same curve as in Fig. 106, while D and 
G in Fig, 115 are the corresponding curves of Fig. 106 shifted to 
the left by the distance tjo, the m.m.f. of ampere-turns of the 
series field. 
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Fig. 114. Series Generator ResiBUnce Cbaracteristic. 
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Fig. 115. Compound Qenerator Saturation Curve. 

At constant position of brushes the compound generator, when 
adjusted for the same voltage at no load and at full load, under- 
compounds at higher and over-compounds at lower voltt^, and 
even at open circuit of the shunt field gives still a voltage of as 
series generator. When shifting the brushes under load, at lower 



DgitzedbvGoOgle 



DIRECT-CURRENT COMMUTATING MACHINES. 215 

voltage a second point g is reached where the machine compounds 
correctly, and below this point the machine under-eompounds 
and loses ite excitation when the shunt field decreases below a 
certain value; that is, it does not excite itself as series generator. 

B. Motors. 
Shunt Motor. 

73. Three speed characteristics of the shunt motor at con- 
stant impressed e.m.f, e are shown in Mg. 116 as A, P, Q, corre- 
sponding to the points d, p, q of the motor load saturation curve, 
Fig. 107. Thdr derivation is as follows: At constant impressed 
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I>^. 116. Shunt Uotor Speed Curves, Constant Impressed e.m.f. 

e.m.f. e the field excitation is constant and equals 7^, and at 
current i the generated e.m.f, must be e — ir. The resultant 
field excitation is Jj, — iq, and corresponding hereto at constant 
speed the generated e.m.f. taken from saturation curve A in 
Fig. 107 is e,. Since it must be e — ir, the speed is changed in 

the proportion 

At a certwn voltage the speed is very nearly constant, the 
demagnetizing effect of armature reaction counteracting the 
effect of armature resistance. At higher voltage the speed falls, 
at lower voltage it rises with increasing current. 

In Fig. 117 is shown the speed characteristic of the shunt 
motor as function 'of the impressed voltage at constant output, 
that is, constant product, current times generated e.m.f. If 
t - current and P - constant output, the generated e.m.f. 
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must be approximately Cj = - , and thus the terminal voltage 

e = e, + ir. Ppoixniional hereto is the field excitation 5,. 
The resultant m.ni.f. of the field is thus ff = ff„ — ig, and corre- 
sponding thereto from curve A in Fig. 108 is derived the crn.f. e„ 
which would be generated at constant speed by the m.m.f. ff. 
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Fig. 117, Shunt Motor Speed Curve, Variable Imprcaaed e.m.f. 

Since, however, the generated e.m.f. must be «,, the speed is 

changed in the proportion -• ■ 

The speed rises with increasing and falls with decreasing iifi- 
pressed e.m.f. Still further decreasing the impressed e.m.f., 
the speed reaches a minimum and then increases again, but the 
conditions become unstable. 

Series Motor. 

74. The spcctl characteristic of the series motor is shown in 

Fig. 118 at constant impressed e.m.f, e. A is the saturation 

curve of the series machine, with the current as abscissas and at 

constant speed. At current t, the generated e.m.f. must be 

e — ir, and the speed is thus times that, for which curve A 

is plotted, where e, = e.m.f. taken from saturation curve A. 
This spee<I curve corresponds to a constant position of brushes 
midway between the field poles, as generally used in railway 
motors and other series motors. If the brushes have a constant 
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shift or are shifted proportionally to the load, instead of the 
saturation curve A in Fig. 118 a curve is to be used correspond- 
ing to the position of brushes, that is, derived by adding to the 




Fig. 118. Series Motor Speed Curve. 



abscissas of A the values iq, the demagnetizing effect of arma- 
ture reaction. 

The torque of the series motor is shown also in Fig. 118, 
derived as proportional to A X i, that is, current X magnetic 
fiux. 

Compound Motors. 

75. Compound motois can be built with cumulative com- 
pounding and with differential compounding. 

Cumulative comiwunding is used to a considerable extent, as 
in elevator motors, etc., to secure economy of current in starting 
and at high loads at the sacrifice of speed regulation; tliat is, a 
compound motor with cumulative series field stands in its speed 
and torque characteristic intermediate between the shunt motor 
and the series motor. 

Differential compounding is used to secure constancy of speed 
with varying load, but to a small extent only, since the speed 
regulation of a shunt motor can be made sufficiently close, as was 
shown in the preceding. 
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Conclusion. 

76, The preceding diacus^on of commutating machine typ>es 
can obviously be only very gencrelj showing the m^ character- 
istics of the curves, while the individual curves can be modified 
to a considerable extent by suitable design of the different parts 
of the machine when required to derive certiun results, as, for 
instance, to extend the constp.nt-current part of the series gen- 
erator; or to derive a wide range of voltage at stability, that is, 
beyond the bend of the saturation cur/e in the shunt generator; 
or to utilize the range of the shunt generator load characteristic 
at the maximum current point for constant-current regulation; 
or to secure constancy of speed in a shunt motor at varying 
impressed e.m.f., etc. 

The use of the commutating machine as direct-current con- 
verter has been omitted from the preceding discussion. By 
means of one or more alternating-current compensators or 
auto-transformers, connected to the armature by collector 
rings, the commutating machine can be used to double or halve 
the voltage, or convert from one side of a three-wire system to 
the other side and, in general, to supply a three-wire Edison 
system from a single generator. Since, however, the direct- 
current converter and three-wire generator exhibit many fea- 
tures similar to those of the synchronous converter, as regaids 
the absence of armature reaction, the reduced armature 
heating, etc., they will be discussed as an appendix to the 
- synchronous converter 
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C. ALTERNATHirG-CUItKEHT COMMUTATIHG HACHHTES. 
I. General. 

Alternating-current commutating machines have so far be- 
come of industrial importance raainly as motors of the series 
or varying-speed typo, for single-phase railroading, and to some 
extent also as constant-speed motors for cases as elevators or 
hoists, where efficient acceleration under heavy torque is neces- 
sary. As generators, they would be of advantage for the gen- 
eration of very low frequency, since in this case synchronous 
machines are uneconomical, due to their very low speed, resultant 
from the low frequency. 

The direction of rotation of a direct-current motor, whether 
shunt or series motor, remans the same at a reversal of the 
impressed e.m.f,, as in this case the current in the armature 
circuit and the current in the field circuit and so the field mag- 
netism both reveree. Theoretically, a direct-current motor 
therefore could be operated on an alternating impressed e.m.f. 
provided that the magnetic circuit of the motor is laminated, so 
as to follow the alternations of magnetism without serious loss 
of power, and that' precautions are taken to have the field re- 
verse simultaneously with the armature. If the reversal of field 
magnetism should occur later than the reversal of annature cur- 
rent, during the time after the armature current has reversed, 
but before the field has reversed, the motor torque would be in 
opposite direction and thus subtract; that is, the field magnetism 
of the alternating-current motor must be in phase with the arma- 
ture current, or nearly so. This is inherently the case with the 
series tj'pe of motor, in which the same current traverses field 
coils and armature windings. 

Since in the alternating-current transformer the primary and 
secondary currents and the primary voltage and the secondary 
voltage are proportional to each other, the different circuits of 
the alternating-current commutator motor may be connected 
with each other directly (in shunt or in series, according to the 
type of the motor) or inductively, with the interposition of a 
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transfoimer, and for this purpose either a separate transformer 
may be used or the transformer feature embodied in the motor, 
as in the so-called repulsion type of motors. This ^ves to the 
alternating-current commutator motor a far greater variety of 
connections than possessed by the direct-current motor. 

While in its general principle of operation the alternating- 
current commutator motor is identical with the directrKjurrent 
motor, in the relative proportioning of the parts a great differ- 
ence exists. In the direct-current motor, voltage is consumed 
by the counter e.m.f. of rotation, which represents the power 
output of the motor, and by the resistance, which represents 
the power loss. In addition thereto, in the altemaUng-current 
motor voltage is consumed by the inductance, which is wattless 
or reactive and therefore causes a lag of current behind the 
voltage, that is, a lowering of the power-factor. While in the 
direct-current motor good design requires the combination of 
a strong field and a relatively weak armature, so as to reduce 
the armature reaction on the field to a minimum, in the design 
of the alternating-current motor considerations of power-factor 
predominate; that is, to secure low self-inductance and there- 
with a high power-factor, the combination of a strong armature 
and a weak field is required, and necessitates the use of methods 
to cUminate the harmful efi'ecta of high armature reaction. 

As so far only the varying-speed single-phase commutator 
motor has found an extensive use as railway motor, this type of 
motor wiU mainly be treated in the following, and the other 
types discussed in the concluding paragraphs. 

n. Power-Factor. 

In the commutating machine the magnetic field flux generates 
the e.m,f. in the revolving armature conductors, which ^ves the 
motor output; the armature reaction, that is, the magnetic flux 
produced by the armature current, distorts and weakens the field, 
and requires a shifting of the brushes to avoid sparking due to 
the short-cireuit current under the commutator brushes, and 
where the brushes cannot be shifted, as in a reversible motor, 
this necessitates the use of a strong field and weak annature to 
keep down the magnetic flux at the brushes. In the alternat- 
ing-current motor the magnetic field flux generates in the arma- 
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ture conductors by thdr rotation the e.m.f, which does the work 
of the motor, but, as the field flux is alternating, it abo generates 
in the field conductors an e.m.f. of self-inductance, which is not 
useful but wattless, and therefore harmful in lowering the 
power-factor, hence must be kept as low as possible. 

This e.m.f. of self-inductance of the field, e„ is proportional 
to the field strength <^, to the number of field turns n^, and to 
the frequency /of the impressed e.m.f. 

«, = 2;r/H,*10-*, (1) 

while the useful e.m.f. generated by the field in the armature 
conductors, or "e.m.f. of rotation," e, is proportional to the field 
strength 4>, to the number of armature turns n„ and to the 
frequency of rotation of the armature, /„ 

e= 2 jr/;n,* 10-*. (2) 

This later e.m.f., e, is in phase with the magnetic flux *, and 
BO with the current i, in the scries motor, that is, is a power 
e.m.f., while the e.m.f. of self-inductance, e„, is wattless, or in 
quadrature with the current, and the angle of lag of the tnotor 
current thus is ^ven by 

tan fl ^ > (3) 

where ir = voltage consumed by the motor resistance. Or ap- 
proximately, since ir is small compared with e (except at very 
low speed), 

tan S = ^ - (4) 

and, substituting herein (1) and (2), 

tantf=-^^- (5) 

Small angle of lag and therewith good power-factor therefore 
require high values of/, and n, and low values of /and n,. 

High /, requires high motor speeds and as large number of 
poles as possible. Low /means low impressed frequency; there- 
fore 25 cycles is generally the highest frequency considered for 
large commutating motors. 

High n, and low n^ means high armature reaction and low 
field excitation, that is, just the opposite conditions from that 
required for good commutator motor design. 
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Assuming synchronisin, f^^ f, as average motor speed, — -750 
revolutions with a 4-poIe 25-cycle motor, — an armature reac- 
tion n, equal to the field excitation «„ would then pve tan 0=1 
^ -= 45 deg., or 70.7 per cent power-factor; that is, with an 
armature reaction beyond the limits of 
good motor design, the power-factor is 
still too low for use. 

The armature, however, also has a 
self -inductance; that is, the magnetic 
flux produced by the armature current 
as shown diagrammatically in Fig. 119 
generates a reactive e.m.f. in the arma- 
ture conductors, which again lowers the 
power-factor. While this armature self- 
inductance is low with small number 
of armature turns, it becomes consid- 
erable when the number of armature 
turns n^ is large compared with the field 
turns n,. 
Let flt, = field reluctance, that is, reluctance of the magnetic 



Fig. lie. DigtributioD of 
Main Field aod Field of 
Armature Reaction. 



6 = -r" - ratio of reluctances of the armature and the field mag- 
netic circuit; then, neglecting magnetic saturation, the field flux is 



the armature flux is 



_ n^ _ nfii _ 



«« 



5^6*, 



(6) 



(7) 



and the e.m.f. of self-inductance of the armature circuit is 
e, = 2 ;r/H,*, 10-* 

= 2 nf^b^ 10-*; 



hence, the total e.m.f. of self-inductance of the motor, or wattless 
e.m.f., by (1) and (7) is 

e. + «, -2./*10-(<i^'), 



(8) 
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and the an^ of lag 9 is given by 
*„„ « _ e. + e. 



or, denoting the ratio of armature tuma to field turns by 



(9) 



ton* -^(- + it). 



(10) 

and this is a miDimum; that is, the power-factor a maximum, 
for J 

f- Itan »i - 0, 

dq 

. = i. 
and the maximum power-factor of the motor is then given by 

taiie, = ^-^- (12) 

Therefore the greater b is the higher the power-factor that 
can be reached by proportioning field and armature so that 

«. V6 

Since b is the ratio of armature reluctance to field reluctance, 
good power-factor thus requires as high an armature reluctance 
and as low a field reluctance as possible; that is, as good a mag- 
netic field circuit and poor magnetic armature circuit as feasible. 
This leads to the use of the smallest air gaps between field and 
armature which are mechanically permissible. With an air gap 
of 0.10 to 0.15 in. as the smallest safe value in railway work, b 
cannot well be made larger than about 4. 

Assuming, then, b « 4, g^ves q = 2, that is, twice as many 
armature turns as field turns; n, = 2 n^. 

The angle of lag in this case is, by (12), at synchronism :/„ = /, 
tan d, = 1, 
^ving a power-factor of 70.7 per cent. 

It follows herefrom that it is not possible, with a mechan- 
ically safe construction, at 25 cycles to get a good power-factor 
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at moderate speed, from a straight series motor, even if such a 
design as discussed above were not inoperative, due to excessive 
distortion and therefore destructive sparking. 

Thus it becomes necessary in the single-phase commutator 
motor to retiuce the magnetic flux of armature reaction, that is, 
increase the effective magnetic reluctance of the armature far 
beyond the value of the true magnetic reluctance. This is ac- 
complished by the compensating winding devised by Eickemeyer, 
by surrounding the annature with a stationary winding closely 
adjacent and parallel to the armature winding, and energized 
by a current in opposite direction to the armature current, and 
of the same m.m.f,, that is, the same number of ampere-turns, 
as the armature winding. 

Every single-phase commutator motor thus comprises a field 
winding F, an armature winding A, and a compensating wind- 
ing C, usually located in the pole faces of the field, as shown in 
Figs. 120 and 121. 

The compensating winding C is either connected in series (but 
in reversed direction) with the armature winding, and then has 




Fig. 120. Circuits of Fig. 1121. Massed Field Winding 

Single-Pliase Commu- and Distribuled t'ompenaating 

tator Motor. Winding. 

the same number of effective turns, or it is short-circuited upon 
itself, thus acting as a short-circuite<I secondary with the arma- 
ture winding as primary, or the compensating winding is ener- 
gizc<l by the supply current, and the armature short-circuited as 
secondary. The first case gives the conductively compensated 
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series motor, the second case the inductively compensated series 
motor, the third esse the repulsion motor. 

In the first case, by giving the compensating winding more 
turns than the armature, over-compensation, by ^ving it less 
turns, under-compensation, is produced. In the other two cases 
always complete (or practically complete) compensation results, 
irrespective of the number of turns of the winding, as primary 
and secondary currents of a. transformer always are opposite in 
direction, and of the same m.m.f. (approximately). 

With a compensating winding C of equal and opposite m.m.f. 
to the armature winding A, the resultant armature reaction is 
zero, and the field distortion, therefore, disappears; that is, the 
ratio of the armature turns to field turns has no direct- effect on 
the commutation, but high armature turns and low field turns 
can be used. The armature self-inductance is reduced from 
that corresponding to the armature magnetic flux ^^ in Fig. 119 
to that corresponding to the magnetic leakage flux, that is, the 
magnetic flux passing between armature turns and compensat- 
ing turns, or the "slot inductance," which is small, especially if 
relatively shallow armature slots and compensating slots are used. 

The compensating winding, or the "cross field," thus fulfils 
the twofold purpose of reducing the armature self -inductance 
to that of the leakage flux, and of neutralizing the armature 
reaction and thereby permitting the use of very high armature 
ampere-turns. Theoretically, that is, if there were no leakage 
flux, both purposes would be accomplished by the same number 
of ampere-turns of the compensating winding, "equal to the 
ampere-turns of the armature proper. Practically, this is approx- 
imately the case even where the magnetic leakage flux exists, 
except in the case of motors of very small pole pitch and small 
number of armature and compensating slots per pole, as is the 
case with high-frequency commutator motors. In the latter 
ease, minimum self-inductance occurs at a number of compen- 
sating ampere-turns lower than the number of armature ampere- 
tums, that is, at under-compensation. 

The mwn purpose of the compensating winding thus is to 
decrease the armature self-inductance; that is, increase the effec- 
tive armature reluctance and thereby its ratio to the field reluc- 
tance, b, and thus permit the use of a much higher ratio, 5 = — '. 
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before maximum power-factor is reached, and thereby a higher 
power-factor. 

Even with compensating winding, with increasing q, ulti- 
mately a point ia reached where the armature self-inductancfi 
equals the field self -inductance, and beyond this the power- 
factor again decreases. It becomes possible, however, by the 
use of the compensating winding, to reach, with a mechanicaUy 
good design, values of 6 as high as 16 to 20. 

Assuming & = 16 gives, substituted in (11) and (12), 
3 = 4; 
that is, four times as many aitnature turns as field turns, n, — 
4 n, and r 

hence, at synchronism, 

ft =f '• tan (?, = 0.5, or 89 per cent power-factor. 
At double synchronism, which about represents maximum motor 
speed at 25 cycles, 

/o = 2/ : tan ff, = 0.25, or 98 per cent power-factor; 
that is, very good power-factors can be reached in the ^n^e- 
phase commutator motor by the use of a compensating wind- 
ing, far higher than are possible with the same air gap in 
polyphase induction motors. 

m. Field Winding and Compensating Winding. 

The purpose of the field winding is to produce the maximum 
magnetic flux $_ with the minimum number of turns n,. This 
requires as large a magnetic section, especially at the aiFgap, as 
possible. Hence, a massed field winding with definite polar pro- 
jections of as great pole arc as feasible, as shown in F\g. 121, 
gives a better power-factor than a distributed field winding. 

The compensating winding must be as closely adjacent to the 
armature winding as possible, so as to give minimum leakage 
flux between annature conductors and compensating conduc- 
tors, and therefore is a distributed winding, located in the field 
pole faces, as shown in Fig, 121, 

The armature winding is distributed over the whole circum- 
ference of the armature, but the compensating winding only in 
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the field pole faces. With the same ampere-tums in armature 
and compensating winding, their resultant ampere-tums are 
equal and opposite, and therefore neutralize, but locally the two 
windings do not neutralize, due to the difference in the distri- 
bution curves of their m.m.fs. The m.m.f. of the field winding 
is constant over the pole faces, and from one pole comer to the 
next pole comer reverses in direction, as shown diagrammat- 
ically by F in Fig. 122, which is the development of Fig. 121. 
The m.m.f. of the armature is a maximum at the brushes, mid- 




Fig. 122. Distributioa of m.m.f. in Compensated Motor. 

way between the field poles, as shown by A in Fig. 122, and 
from there decreases to zero in the center of the field pole. The 
m.m.f. of the compensating winding, however, is constant in the 
space from pole comer to pole comer, as shown by C in Fig. 122, 
and since the total m.m.f. of the compensating winding equals 
that of the armature, the armature m.m.f. is higher at the 
brushes, the compensating m.m.f. higher in fronY of the field 
poles, as shown by curve R in Fig. 122, which is the difference 
between A and C; that is, with complete compensation of the 
resultant armature and compensating winding, locally under- 
compensation exists at the brushes, over-compensation in front 
of the field poles. The local undcr-compeasated annature reac- 
tion at the brushes generates an e.m.f. in the coil short-circuited 
under the brush, and therewith a short-circuit current of commu- 
tation and sparking. In the conductivcly compensated motor, 
this can be avoided by over-compensation, that is, raising the 
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Sat top of the compensating m.m.f. to the maximum annature 
m,m,f,, but this results in a lowering of the power-factor, due to 
the self-inductive flux of over-compensation, and therefore ia 
undesirable. 

To get complete compensation even locally requires the com- 
pensating winding to give the same distribution curve as the 
armature winding, or inversely. The former is accomplished 
by distributing the compensating wintling around the entire 
circumference of the armature, as shown in Fig. 123. This, 
however, results in bringing t!ic field coils further away from the 
armature surface, and so increases the 
magnetic stray flux of the field winding, 
that is, the magnetic flux, which passes 
througii the field coils, and there pro- 
duces a reactive voltage of self-induct- 
ance, but does not pass through the 
armature conductors, and so does not 
work ; that is, it lowers the power-factor, 
just as over-compensation would do. 
The distribution curve of the annature 
winding can, however, be made equal to 
that of the compensating winding, and 
therewith local complete compensation 
secured, by using a fractional pitch 
annature winding of a pitch equal to the 
pole arc. In this case, in the space 
between the pole comers, the currents are in opposite direction 
in the upper and the lower layer of conductors in each armature 
slot, as shown in Fig. 124, and thus neutralize magnetically; that 
is, the armature reaction extends only over the space of the 
armature circumference covered by the pole arc, where it is 
neutralized by the compensating winding in the pole face. 

To produce complete compensation even locally, without 
impairing the power-factor, therefore, requires a fractional-pitch 
armature winding, of a pitch equal to the field pole arc, or some 
equivalent arrangement. 

Historically, the first compensated single-phase commutator 
motors, built about twenty years ago, were Prof, Elihu Thomson's 
repulsion motors. In these the field winding and compensat- 
ing winding were massed together in a single coil, as shown 




Fig. 123. Completeljr Dis- 
tributed Compensating 
Winding, 
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diagrammatically in Fig. 125. Repulsion motors are still 
occasionally built in which field and compensating coils are 
combined in a single distributed winding, as shown in F^g. 126. 
Soon after the first repulsion motor, conductively and indue- 




Fig. 124. Fractional Ktch Arma- 
ture Winding. 



Fig. 126. Repulsion Motor 
with Distributed Winding. 



Fig. 127. Eickemeyer 
Inductively Compen- 
sated Series Motor. 



tively compensated series motors were built by Eickemeyer, with 
a massed field winding and a separate compensating winding, 
or cross coil, either as single coil or turn or distributed in a num- 
ber of coils or turns, as shown diagrammatically in Fig. 127, and 
by W. Stanley. 

For railway motors, separate field coils and compensating 
coils are always used, the former as massed, the latter as dis- 



DgitzedbvGoOgle 



230 ELEMENTS OF ELECTRICAL ENGINEERING. 

tributed winding, since in reversing the direction of rotation 
dther the field winding alone must be reversed or armature 
and compensating winding are reversed while the field winding 
remains unchanged. 

IV. Types of Vaiying-Speed Single-Phase Commutator Motors. 

The armature and compensating windings are in inductive 
relations to each other. In the single-phase commutator motor 
with series characteristic, armature and compensating windings 
therefore can be connected in series with each other, or the 
supply voltage impressed upon the one, the other closed upon 
itself as secondary circuit, or a part of the supply voltage im- 
pressed upon the one, and another part upon the other circuit, 
and in either of these cases the field winding may be connected 
in series either to the compensating winding or to the armature 
winding. This gives the motor types, denoting the armature by 
A, the compensating winding by C, and the field winding by F. 

Piimary. Svcondary. 



1. 


A+C+F 




Conductively compensated 
series motor. Fig. 128. 


2. 


K+F 


C 


Inductively compensated 
series motor. Fig. 129. 


3. 


A 


C+F 


Inductively compensated 
series motor with second- 
ary excitation, or in- 
verted repulsion motor. 
Fig. 130. 


4. 


C+F 


A 


Repulsion motor. Fig. 131. 


5. 


C 


A+F 


Repulsion motor with sec- 
ondaiy excitation. Fig. 
132. 


6. 


A+F,C 




Series repulsion motors. 


7. 


A,C+F 




Figs. 133, 134. 



Since in all these motor types all three circuits are connected 
directly or inductively in scries with each other, they all have 
the same general characteristics as the direct-current series 
motor; that is, a speed which increases with a decrease of load, 
and a torque per ampere input which increases with increase 
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Fig. 134. 
Figs. 128-134. Types of Alternating Current Commutating Motors. 
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of current, and therefore with decrease of speed , and the dilfcr- 
ent motor types differ from each other only by their commuta- 
tion as affected by the presence or absence of a magnetic flux 
at the brushes, and indirectly thereby in their efficiency as 
affected by comrautation losses. 

In the conductively compensated series motor, by the choice 
of the ratio of armature and compensating turns, over-com- 
pensation, complete compensation, or under-comp)ensation can 
be produced. In all the other types, armature and compen- 
sating windings are in inductive relation, and the compensation 
therefore approximately complete. 

A second series of motors of the same varying speed charac- 
teristics results by replacing the stationary field coils by arma- 
ture excitation, that is, introducing the current, either directly 
or by transformer, into the armature by means of a second set 
of brushes at right angles to the raaJn brushes. Such motors 
are used to some extent abroad. They have the disadvantage 
of requiring two sets of brushes, but the advantage that their 
power-factor can be controlled and above synchronism even 
leading current produced. Fig. 135 shows diagrammatically 
such a motor, as designed by 
Winter-Eichberg-Latour, the so- 
called compensated repulsion 
motor. In this case compen- 
sated means compensated for 
power-factor. 

The voltage which can be 
used in the motor armature is 
limited by the commutator: the 
. voltage per commutator segment 
is limited by the problem of 
sparkless commutation, the 
number of commutator segments from brush to brush is limited 
by mechanical consideration of commutator speed and width 
of segments. In those motor types in which the supply current 
traverses the armature, the supply voltage is thus limited to 
values even lower than in the direct-current motor, while in the 
repulsion motor (4 and 5), in which the armature is the second- 
ary circuit, the armature voltage is independent of the supply 
voltage, so can be chosen to suit the requirements of conunuta>- 




. 135. Typeot AlternatiogCur 
rent Commutating Motor. 
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tion, while the motor can be built for any supply voltage for 
which the stator can economically be insulated. 

Alternating-current motors as well as direcVcurrent series 
motors can be controlled by aeries parallel connection of two or 
more motors. Further control, as in starting, with direct- 
current motors is carried out by rheostat, while with alternating- 
current motors potential control, that is, a change of supply 
voltage by transformer or auto-transformer, offers a more effi- 
cient method of control. By changing from one motor type to 
another motor type, potential control can be used in alternat- 
ing-current motors without any change of supply voltage, by 
appropriately choosing the ratio of turns of primary and second- 
ary circuit. For instance, with an armature wound for half 
the voltage and thus twice the current as the compensating 

winding (ratio of turns — = 2j, a change of connection from 

type 3 to type 2, or from type 5 to type 4, results in doub- 
ling the field current and therewith the field strength. A 
change of distribution of voltage between the two circuits, in 
types 6 and 7, with A and C wound for different voltages, 
gives the same effect as a change of supply voltage, and there- 
fore is used for motor control. 

In those motor types in which a transformation of power 
occurs between compensating winding C and armature winding 
A, a transformer flux exists in the direction of the brushes, 
that is, at right angles to the field flux. In general, therefore, 
the single-phase commutator motor contains two magnetic 
fluxes in quadrature position with each other, the main flux or 
field flux 4", in the direction of the axis of the field coils, or at 
right angles to the armature brushes, and the quadrature flux, 
or transformer flux, or commutating flux, 4>,, in line with the 
armature brushes, or in the direction of the axis of the compen- 
sating winding, that is, at right angles (electrical) with the field 
flux. 

The field flux * depends upon and is in phase with the field 
current, except as far as it is modified by the magnetic action of 
the short-circuit current in the armature coil under the commu- 
tator brushes. 

In the eonductively compensatal series motor, 1, the quad- 
rature flux is zero at complete compensation, and in the direc- 
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tioD of the armature reaction with under-compensatjon, in 
opposition to the armature reaction at over-compensation, but 
in either case in phase with the current and so approximately 
with the field. 

In the other motor types, whatever quadrature flux exists 
is not in phase with the main flux, but as transformer flux is due 
to the resultant m.m.f. of primary and secondary circuit. 

In a transformer with non-inductive or nearly non-inductive 
secondary circuit, the magnetic Sux is nearly 90 deg. in time 
phase behind the primary current, a Uttle over 90 deg. ahead of 
the secondary current, as shown in transformer diagram, Rg. 136. 

In a transformer with inductive secondary, the magnetic flux 
is less than 90 deg. behind the primary current, more than 
90 deg. ahead of the secondary current, the more so the higher 
is the inductivity of the secondary circuit, as shown by the 
transformer diagram, Fig. 137. 

Herefrom it follows that — 

In the inductively compensated series motor, 2, the quad- 
rature flux is very small and practically ne^igible, as veiy 
httle voltage is consumed in the low impedance of the secondary 
circuit C; whatever flux there is, lags behind the main flux. 

In the inductively compensated series motor with secondary 
excitation, or inverted repulsion motor, 3, the quadrature flux 
4>j is quite large, as a considerable voltage is required for the 
field excitation, especially at moderate speeds and therefore 
high currents, and this flux ^^ lags behind the field flux *, but 
this lag is very much less than 90 deg., since the secondary cir- 
cuit is highly inductive; the motor field thus corresponding to 
the conditions of the transformer diagram, Fig, 137. As result 
hereof, the commutation of this type of motor is very good, 
flux *, having the proper phase and intensity required for a corn- 
mutating flux, as will be seen later, but the power-factor is poor. 

In the repulsion motor, 4, the quadrature flux is very con- 
siderable, since all the voltage consumed by the rotation of the 
armature is induced in it by transformation from the compen- 
sating winding, and this quadrature flux *, lags nearly 90 deg. 
behind the main flux *, ance the secondary circuit Is neariy 
non-inductive, especially at speed. 

In the repulsion motor with secondary excitation, 5, the 
quadrature flux <]>, is also very lai^, and practically constant, 
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corresponding to the impressed e.m.f., but lags considerably less 
than 90 deg. behind the main flux ^, the secondary circuit being 
inductive, since it contains the field coil F. The lag of the flux 
^, increases with increasing speed, since with increasing speed 




^^ 



FigB. 136-137. Transformer Diagram, Noa-Induotive and Inductive Load. 

the e.m.f. of rotation of the armature increases, the e.m.f. of 
self-inductaoce of the field decreases, due to the decrease of cur- 
rent, and the circuit thus becomes less inductive. 

The series repulsion motors 6 and 7, give the same phase 
relation of the quadrature flux 4>, as the repulsion motets, 5 
and 6, but the intensity of the quadrature flux *, is the less 
the smaller the part of the supply voltage which is impressed 
upon the compensating winding. 
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V. Commutation. 

Id the commutator motor, the current in each armature coil 
or turn reverses during its passage under the brush. In the 
armature coil, while short-circuited by the commutator brush, 
the current must die out to zero and then increase again to its 
original value in opposite direction. The resistance of the 
armature coil and brush contact accelerates, the self-inductance 
retards the dying out of the current, and the former thus assists, 
the latter impaira commutation. If an e.m.f. is generated in 
the armature coil by its rotation while short-circuited by the 
commutator brush, this e.m.f. opposes commutation, that is, 
retards the dying out of the current, if due to the magnetic flux 
of armature reaction, and assists commutation by reversing 
the armature current, if due to the magnetic Sux of over-com- 
pensation, that is, a magnetic flux in opposition to the armature 
reaction. 

Therefore, in the direct-current commutator motor with high 
held strength and low armature reaction, that is, of negUgible 
magnetic flux of armature reaction, fair commutation is pro- 
duced with the brushes set midway between the field poles, — 
that is, in the position where the armature coil which is being 
commutatcd encloses the full field flux and therefore cuts no 
flux and has no generated e.m.f., — by using high-resistance 
carbon brushes, as the resistance of the brush contact, increas- 
ing when the armature coil begins to leave the brush, tends to 
reverse the current. Such "resistance commutation" obviously 
cannot be perfect; perfect commutation, however, is produced 
by impressing upon the motor armature at right angles to the 
main field, that is, in the position of the commutator brushes, a 
magnetic field opposite to that of the armature reaction and 
proportional to tlie armature current. Such a field is produced 
by over-compensation or by the use of a commutating pole or 
interpole. 

As seen in the foregoing, in the direct-current motor the 
counter c.m.f. of self-inductance of commutation opposes the 
reversal of current in the armature coil under the commutator 
brush, and this can be mitigated in its effect by the use of high- 
resistance brushes, and overcome by the commutating field of 
over-compensation. In addition hereto, however, io the alter^ 
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nating-current commutator motor an e.m.f. is generated in the 
coil short-circuited under the brush, by the alternation of the 
magnetic flux, and this e.m.f., which does not exist in the direct- 
current motor, makes the problem of commutation of the alter- 
nating-current motor far more difficult. In the position of 
commutation no e.m.f. is generated in the armature coil by its 
rotation through the magnetic field, as in this position the coil 
encloses the maximum field flux; but as this magnetic flux is 
alternating, in this position the e.m.f. generated by the alter- 
nation of the flux enclosed by the coil is a maximum. This 
"e.m.f. of alternation" lags in time 90 deg. behind the magnetic 
flux which generates it, is proportional to the magnetic flux and 
to the frequency, but is independent of the speed, hence exists 
also at standstill, while the "e.m.f. of rotation" — which is a max- 
imum in the position of the armature coil midway between the 
brushes, or parallel to the field flux — is in phase with the field 
flux and proportional thereto and to the speed, but Independ- 
ent of the frequency. In the alternating-current commutator 
motor, no position therefore exists in which the armature coil 
is free from a generated e.ra.f., but in the position parallel to 
the field, or midway between the brushes, the e.m.f. of rota- 
tion, in phase with the fleld flux, is a maximum, while the 
e.m.f. of alternation is zero, and in the position under the com- 
mutator brush, or enclosing the total field flux, the e.ra.f. of' 
alternation, in electrical space quadrature with the field flux, is 
a maximum, the e.m.f, of rotation absent, while in any other 
position of the armature coil its generated e.m.f. has a com- 
ponent due to the rotation ^ a power e.m.f. — and a component 
due to the alternation — a reactive e.m.f. The armature coils 
of an alternating-current commutator motor, therefore, are the 
seat of a system of polyphase e.m.fs., and at synchronism the 
polyphase e.m.fs. generated in all armature coils are equal, above 
synchronism the e.m.f. of rotation is greater, while below syn- 
chronism the e.m.f. of alternation is greater, and in the latter case 
the brushes thus stand at that point of the commutator where 
the voltage between commutator segments is a maximum. 
This e.m.f. of alternation, short-circuited by the armature coil in 
the position of commutation, if not controlled, causes a short- 
circuit current of excessive value, and therewith destructive 
sparking; hence, in the alternating-current commutator motor 
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it is necessary to provide lueaos to control the short-circuit 
current under the commutator brushes, which results from the 
alternating character of the magnetic flux, and which does not 
exist in the direct-current motor; that is, in the alternating- 
current motor the armature coil under the brush is ia the 
position of a short-circuited secondary, with the field coil as 
primary of a transformer; and as in a transformer primary and sec- 
ondary ampere-turns are approximately equal, if n^ = number of 
field turns per pole and i = field current, the current in a single 
armature turn, when short-circuited by the commutator brush, 
tends to become i^=n^i, that is, many times full-load current; and 
as this current is in oppc^ition, approximately, to the field current, 
it would demagnetize the field; that is, the motor field van- 
ishes, or drops far down, and the motor thus loses its torque. 
Especially is this the case at the moment of starting; at speed, 
the short-circuit current is somewhat reduced by the self-induc- 
tance of the armature turn. That is, during the short time 
during which the armature turn or coil ia short-cireuited by the 
brush the short-circuit current cannot rise to its full value, if 
the speed is considerable, but it is still sufficient to cause destruc- 
tive sparking. 

Various means have been proposed and tried to mitigate or 
eliminate the harmful effect of this short-circuit current, as hi^ 
resistance or high reactance introduced into the armature coil 
during commutation, or an opposing e.m.f. either from the out- 
side, or by a commutating field. 

High-resistance brush contact, produced by the use of very 
narrow carbon brushes of high resistivity, while greatly improv- 
ing the commutation and limiting the short-circuit current so 
that it does not seriously demagnetize the field and thus cause 
the motor to lose its torque, is not sufficient, for the reason that 
the resistance of the brush contact is not high enough and also 
is not constant. The brush contact resistance is not of the nature 
of an ohmic resistance, but more of the nature of a counter 
e.m.f. ; that is, for large currents the potential drop at the brushes 
becomes approximately constant, as seen from the volt-ampere 
characteristics of different brushes given in Figs. 138 and 139. 
Fig. 138 gives the voltage consumed by the brush contact of 
a copper brush, with the current density as abscissas, while 
Fig. 139 ^ves the voltage consumed by a high-resistance carbon 
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brush, with the current density in the brush as abscissas. It 
is seen that such a resistance, which decreases approximately 
inversely proportional to the increase of current, faUs in limit- 
ing the current just at the moment where it is most required, 
that is, at high currents. 
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Fig. 138. E.m.f. Consumed &t Contact of Copper Brush. 
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fig. 139. E.n)i. Consumed at CoDtact of High-resistance Carbon Brush. 

Commutator Leads. 
Good results have been reached by the use of metallic resist- 
ances in the leads between the armature and the commutator. 
As shown diagrammatically in Fig. 140 as C, each commutator 
segment connects to the armaturei4 by a high non-inductive resist- 
ance B, and thus two such resistances are always in the circuit of 
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the armature coil short-circuited under the brush, but also one 
or two in series with the armature nawn circuit, from brush to 
brush. While considerable power may therefore be consumed 
in these high-resistance leads, nevertheless the efficiency of the 
motor is greatly increased by their use; that is, the reduction in 
the loss of power at the commutator by the reduction of the 
short-circuit current usually is far greater than the waste of 




Fig. 140. Coromut&tian with ReaistaDce Leads. 

power in the resistance leads. To have any appreciable effect, 
the resistance of the commutator lead must be far higher than 
that of the armature coil to which it connects. Of the e.ni.f. 
ot rotation, that is, the useful generated e.m.f., the armature 
resistance consumes only a very small part, a few per cent only. 
The e.m.f. of alternation is of the same magnitude as the e.m.f. 
of rotation, — higher below, lower above synchronism. With a 
short-circuit current equal to full-load current, the resistance of 
the short-circuit coil would consume only a small part of the 
generated e.m,f, of alternation, and to consume the total e,m,f. 
the short-circuit current therefore would have to be about as 
many times lai^er than the normal armature current as the 
useful generated e.m.f. of the motor is larger than the resistance 
drop in the armature. Long before this value of short-circmt 
current is reached the magnetic field would have disappeared 
by the demagnetizing force of the short-circuit current, that is, 
the motor would have lost its torque. 

The ratio of the maximum e.m.f. of alternation e, at the 
brushes to the maximum e.m,f. of rotation e^ midway between 
the brushes, is the ratio of frequency of alternation,/, to frequency 
of rotation, /,, or c, -;- e^ = / -h f^. The mean value of the 

2 1 

e.m,f.of rotation, per armature coil, then is - e„ and, assuming - 
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as the fraction of the generated voltage consumed by the arma- 
ture resistance, and r,— resistance per armature coil, the volt- 
age consumed by the resistance of the armature coil at normal 
current i would be , „ 

tr-i-e.. (13) 

pjr 

If then Tj is the total resistance of the short-circuit under the 
brush, armature coil, brush contact, and resistance leads re- 
quired to limit the shortr-circuit current to q times the arma- 
ture current, the total voltage of alternation is consumed by 
current t, -■ qi, in resistance r^, if 



(15) 



(16) 

hence, if at synchronism, /^ = /, the resistance drop in the arma- 
ture is 5 per cent, or p = --— = 20, and the short-circuit cur- 
rent should be limited to twice the armature current, 9 — 2, 
r, = 15.7 r; 

the resistance of the two leads and brush contact thus is 2 r, = 
r^ — r" 14.7 r, and each resistance lead and brush contact thus 
about 7 times the resistance of the armature coil to which it 
connects. 

The current i, in the resistance lead, however, is twice the 
armature current i, and the heat produced in the resistance lead, 
i,*r,, therefore is about 30 times that produced in the armature 
coil. The space available for the resistance lead, however, is 
less than that available for the armature coil. 

It is obvious herefrom that it is not feasible to build these 
resistance leads so that each lead can dissipate continuously, or 
even for any appreciable time, without rapid self-destruction, 
the heat produced in it while in circuit. 
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When the motor is revolving, even very slowly, this is not neces- 
sary, since each resistance lead is only a very short time in cir- 
cuit, during the moment when the armature coils connecting to it 
are short-circuited by the brushes; that is, if n, = number of 

2 
armature turns from brush to brush, the lead is only — of the 

time in circuit, and though excessive current densities in mate- 
rials of high resistivity are used, tlie he&ting is moderate. Id 
starting the motor, however, if it does not start instantly, the 
current continues to flow through the same resistance leads, and 
thus they are overheated and destroyed if the motor does not 
start promptly. Hence care has to be taken not to have such 
motors stalled for any appreciable time with voltage on. 

The most serious objection to the use of high-resistance leads, 
therefore, is their hability to self-destruction by heating if the 
motor fails to start immediately, as for instance when putting the 
voltage on the motor before the brakes are released, as is done 
when starting on a steep up-grade to keep the train from start- 
ing to run back. 

Thus the advantages of resistance commutator leads are the 
improvement in commutation resulting from the reduced short-- 
circuit current, and the absence of a series demagnetizing effect 
on the field at the moment of starting, which would result from 
an excessive short-circuit current under the brush, and such 
leads are therefore extensively used ; their disadvant^e, however, 
is that when they are used the motor must be sure to start 
immediately by the application of voltage, otherwise they are 
Uable to be destroyed. 

It is obvious that even with high-resistance commutator leads 
the commutation of the motor cannot be as good as that of the 
motor on direct-current supply; that is, such an alternating- 
current motor inherently is more or less inferior in comrautatioa 
to the direct-current motor, and to compensate for this effect 
far more favorable constants must be chosen in the motor 
design than permissible with a direct-current motor, that is, a 
lower voltage per commutator segment and lower magnetic 
flux per pole, hence a lower supply voltage on the armature, 
and thus a larger armature current and therewith a larger com- 
mutator, etc. 

The insertion of reactance instead of resistance in the leads 
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coDaecting the commutator segments with the armature coils of 
the single-phase motor also has been proposed and used for 
limiting the short-circuit current under the commutator brush. 

Reactance has the advantage over resistance, that the voltage 
consumed by it is wattless and therefore produces no serious heat- 
ing and reactive leads of low resistance thus are not Uable to self- 
destruction by heating if the motor fails to start immediately. 

On account of the limited space available in the railway 
motor considerable difficulty, however, is found in designing suffi- 
ciently high reactances which do not saturate and thus decrease 
at larger currents. 

At speed, reactance in the annature coils is very objectionable 
in retarding the reversal of current, and indeed one of the most 
important problems in the design of commutating machines is to 
^ve the armature coils the lowest possible reactance. Therefore 
the insertion of reactance in the motor leads interferes seriously 
with the commutation of the motor at speed, and thus requires 
the use of a suitable commutating or reversing flux, that is, a 
magnetic field at the commutator brushes oE sufficient strength 
to reverse the current, against the self-inductance of the arma- 
ture coil, by means of an e.m.f. generated in the armature coil 
by its rotation. This commutating flux thus must be in phase 
with the main current, that is, a flux of over-compensation. 
Reactive leads require the use of a commutating flux of over- 
compensaUon to give fair commutation at speed. 

Counter e.m.ps. m Commutated Coil, 

Theoretically, the correct way of eliminating the destructive 
effect of the short-circuit current under the commutator brush 
resulting from t^e e.m.f. of alternation of the main flux would 
be to neutralize the e.m.f. of alternation by an equal but oppo- 
site e.m.f. inserted into the armature coil or generated therein. 
Practically, however, at least with most motor types, consider- 
able difficulty is met in producing such a neutralizing e,m.!. of 
the proper intensity as well as phase. Since the alternating 
current has not only an intensity but also a phase displace- 
ment, with an alternating-current motor the production of com- 
mutating flux or commutating voltage is more difficult than 
with direct-current motors in which the intensity is the only 
variable. 
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By introducing an external c.m.f. into the short-circuited coil 
under the brush it is not possible entirely to neutralize its e.n3.f. 
of alternation, but simply to reduce it to one-half. Several 
such arrangements were developed in the early days by Eicke- 
meyer, for instance the arrangement shown in Fig. 141, which 
represents the development 
of a commutator. The com- 
mutator consists of alternate 
live segments S and dead 
. segments S', that is, seg- 

X. i , t l| l .l|J i | l . l | [ i ,r. . l | Ll^ l.i. mentfl not connected to 
annature coiLs, and shown 
shaded in Fig. 141. Two 
sets of brushes on the com- 
~ mutator, the one, Bp ahead 
in position from the other, 
B„ by one commutator seg- 
ment, and connected to the 
— first by a coil N, contain- 
Fig.l4l. Commutaiion with External ing an e.m.f. equal in phase, 
e.m.t. but half in mtensity, and 

opposite, to the e.m.f. of 
alternation of the armature coil; that is, if the armature coil 
contains a single turn, coil N is & half turn located in the main 

field space; if the armature coil A contains m turns, — turns in 

the main field space are used in coil N. The dead segments 5' 
are cut between the brushes B, and Bj, so as not to short- 
circuit between the brushes. 

In this manner, during the motion of the bru-sh over the com- 
mutator, as shown by Fig. 142 in its successive steps, in position. 

1 there is current through brush B,; 

2 there is current through both brushes B, and Bj, and the 

armature coil A is closed by the counter e.m.f. of coil N, 
that is, the difference .4 — A^ is short-circuited ; 

3 there is current through brush B,; 

4 there is current through both brushes B, and B^ and the 

coil N is short-circuited ; 

5 the current enters again by brush B, ; 

thus alternately the coil N of half the voltage of the armature 
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coil A, or the difference between A and N is ehort-circuited, 
that is, the short-circuit current reduced to one-half. 

Complete elimination of the short-circuit current can be pro- 
duced by generating in the armature coil an opposing e.m.f. 
This e.m.f. of neutralization, however, cannot be generated 
by the alternation of the magnetic flux through the coil, as this 



Bl/ /b, b, 



'■ w- 



Bi/jB, B,JJB, 



n mm n n w w a VXM i , i h, T iH r , i , h ; n , 

Fig. 142. Commutation by External e.m.f. 

would require a flux equal but opposite to the full field flux 
traversing the coil, and thus destroy the main field of the motor. 
The neutralizing e.m.f,, therefore, must be generated by the 
rotation of the armature through the commutating field, and 
thus can occur only at speed; that is, neutralization of the 
short-circuit current is possible only when the motor is revolving, 
but not while at rest. 

The e.m.f. of alternation in the armature coil short-circuited 
under the commutator brush is proportional to the main field 
4>, to the frequency/, and is in time quadrature with the main 
field, being generated by its rate of change; hence, it can be 
represented by ^^ ^ 3 ;r/* lO-* 7. (17) 

The e.m.f. e^ generated by the rotation of the armature coil through 
a commutating field *' is, however, in time phase with the field 
which produces it; and since e^ must be equal and in phase with 
e, to neutralize it, the commutating field ^', therefore, must be 
in time phase with e„, hence in time quadrature with 4>; that is, 
the commutating field 4>' of the motor must be in time quadra^ 
ture with the main field •1' to generate a neutralizing voltage e, 
of the proper phase to oppose the e.m.f. of alternation in the 
short-circuited coil. This e.m.f. e, is proportional to its gen- 
erating field *', and to the speed, or frequency of rotation, /^, 



hence is 



e, = 2 n^^ 10-" 



(18) 
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and from e, = e, it then follows that 

*' -= i<i>jr ; a9) 

that is, the comrautating field of the single-phase motor must 
be in time quadrature behind and proportional to the main 
field, proportionl to the frequency and inversely proportional 
to the speed; hence, at synchronism, /„ =/, the commutation 
field equals the main field in intensity, and, being displaced there- 
from in quadrature both in time and in space, the motor thus 
must have a uniform rotating field, just as the induction motor. 

Above synehronism, /j > /, the commutating field ^ is less 
th(Hi tiie main field ; below synchronism, however, /, < /, the 
commutating field must be greater than the main field to give 
complete compensation. It obviously is not feasible to in- 
crease the commutating field much beyond the main field, as 
this would require an increase of the iron section of the motor 
beyond that required to do the work, that is, to carry the main 
fidd flux. At standstill ^ should be infinitely large, that is, 
compensation is not possible. 

Hence, by the use of a commutating field in time and space 
quadrature, in the single-phase motor the short-circuit current 
under the commutator brushes resulting from the e.m.f, of alter- 
nation can be entirely eliminated at and above synchronism, 
and more or less reduced below synchronism, the more the 
nearer the speed is to synchronism, but no effect can be pro- 
duced at standstill. In such a motor either some further 
method, as resistance leads, must be used to take care of the 
short-circuit current at standstill, or the motor designed so that 
its commutator can carry the short-circuit current for the small 
fraction of time when the motor is at standstill or running at 
very low speed. 

The main field 4* of the series motor is approximately inversely 
proportional to the speed /„, since the product of speed and field 
strength, /n*, is proportional to the e.m.f. of rotation, or useful 
e.m.f. of the motor, hence, neglecting losses and phase displace- 
ments, to the impressed e.m.f., that is, constant. Substituting 

therefore * = ^ *„ where *, = main field at synchronism, into 

equation (19), 
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*' = /**(^j; (20) 

that iB, the commutating field is inveraely proportional to the 
square of the speed ; for instance, at double synchronism it should 
be one-quarter as high as at synchronism, etc. 

Of the quadrature field ^ only that part is needed for com- 
mutation which enters and leaves the armature at the position 
of the brushes; that is, instead of pnxlucing a quadrature field 
^ in accordance with equation 
(20), and distributed around the 
armature periphery in the same 
manner as the main field 4>, but 
in quadrature position thereto, a . 
local commutating field may be ( 
used at the brushes, and produced I 
by a commutating pole or commu- 
tating coil, as shown diagrammati- 
cally in Fig. 143 as K^ and K. 
The excitation of this commu- 
tating coU K then would have 
to be such aa to give a magnetic 
air-gap density <&', relative to 
that of the main field, (B, by the same equations (19) and (20) : 




Fig. 143. CommutatioD with 
Commutatiog Poles. 



-jmi 



'•(i)- 



(21) 



As the alternating flux of a magnetic circuit is proportionid to 
the voltage which it consumes, that is, to the voltage impressed 
upon the magnetizing coil, and lags nearly 90 deg. behind it, 
the magnetic flux of the commutating poles K can be produced 
by energizing these poles by an e.m.f. e, which is varied with 
the speed of the motor, by equation 

(22) 



'•GO' 



where e, is its proper value at synchronism. 

Since <&' la^ 90 deg. behind its supply voltage e, and also lags 
90 deg. behind (B, by equation (2), and so behind the supply 
current and, approximately, the supply e.m.f. of the motor, the 
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voltage, e, required for the excitatioa of the commutating poles 
is approximately in phase with the supply voltage of the motor; 
that is, a part thereof can be used, and is varied with the speed 
of the motor. 

Perfect commutation, however, requires not merely the elimi- 
nation of the short-circuit current under the brush, but requires 
a reversal of the load current in the armature coil during its 
passage under the eorarautator brush. To reverse the current, 
■ an e.m,f. is required proportional but opposite to the current 
and therefore with the main field; hence, to produce a reversing 
e.m.f. in the armature coil under the co'mmutator brush a second 
commutating field is required, in phase with the main field and 
approximately proportional thereto. 

The commutating field required by a single-phase commutator 
motor to give perfect commutation thus consists of a component 
in quadrature with the main field, or the neutralizing component, 
which eliminates the short-circuit current under the brush, 
and a component in phase with the main field, or the reversing 
component, which reverses the main current in the armature 
coil under the brush; and the resultant commutating field thus 
must lag behind the main field, and so approximately behind the 
supply voltage, by somewhat less than 90 deg., and have an 
intensity varying approximately inversely proportional to the 
square of the speed of the motor. 

Of the different motor types discussed under IV, the series 
motors, 1 and 2, have no quadrature field, and therefore can 
be made to commutate satisfactorily only by the use of com- 
mutator leads, or by the addition of separate commutating 
poles. The inverted repulsion motor, 3, has a quadrature field, 
which decreases with increase of speed, and therefore gives a 
better commutation than the series motors, though not perfect, 
as the quadrature field does not have quite the right intensity. 

The repulsion motors, 4 and 5, have a quadrature field, lag- 
ging nearly 90 deg. behind the main field, and thus pve good 
commutation at those speeds at which the quadrature field has 
the right intensity for commutation. However, in the repul- 
sion motor with secondary excitation, 5, the quadrature field is 
constant and independent of the speed, as constant supply volt- 
age is impressed upon the commutating winding C, which pro- 
duces the quadrature field, and in the direct repulsion motor, 4, 
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the quadrature field increases with the speed, as the voltage 
consumed by the n:ia,in field F decreases, and that left for the 
compensating winding C thus increases with the speed, while 
to ^ve proper commutating flux it should decrease with the 
square of the speed. It tlius follows that the commutation of 
the repulsion motors improves with increase of speed, up to that 
speed where the quadrature field is just ri^ht for commutating 
field, — -which is about at synchronism, — but above this speed 
the commutation rapidly becomes poorer, due to the quadrature 
field being tar in excess of that required for commutating. 

In the scries repulsion motors, 6 and 7, a quadrature field 
also exists, just as in the repulsion motors, but this quadrature 
field depends upon that part of the total voltage which is im- 
pressed upon the commutating winding C, and thus can be 
varied by varying the distribution of supply voltage between the 
two circuits; hence, in this type of motor, the commutating flux 
can be maintained through all (higher) speeds by impressing 
the total voltage upon the compensating circuit and short-cir- 
cuiting the armature circuit for all speals up to that at which 
the required commutating flux has decrea.sed to the quadrature 
flux given by the motor, and from this speed upwards only a 
part of the supply vpltage, inversely proportional (approximately) 
to the square of the speed, is impressed upon the compensating 
circuit, the rest shifted over to the armature circuit. The differ- 
ence between 6 and 7 is that in 6 the armature cireuit is 
more inductive, and the quadrature flux therefore la^ less 
behind the main flux than in 7, and by thus using more or less 
of the field coil in the armature circuit its inductivity can be 
variesl, and therewith the phase displacement of the quadra- 
ture flux against the main flux adjusted from nearly 90 Jeg. 
lag to considerably less lag, hence not only the proper inten- 
sity but also the exact phase of the required commutating flux 
produced. 

As seen herefrom, the difference between the different motor 
types of IV is essentially found in their different actions re- 
garding commutation. 

It follows herefrom that by the selection of the motor type 
quadrature fluxes ^^ can be impressed upon the motor, as com- 
mutating flux, of intensities and phase displacements against 
the main flux *, varying over a considerable range. 
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VI. Motor Characteristics. 

The single-phase commutator motor of varying speed or series 
characteristic comprises three circuits, the armature, the com- 
pensating winding, and the field winding, which are connected in 
series with eEich other, directly or indirectly. 

The impressed e.m.f. or supply voltage of the motor then 
consists of the components: 

1. The e.m.f. of rotation e„ or voltage generated in the arma- 
' ture conductors by their rotation through the magnetic field ^. 

This voltage is in phase with the field ^ and therefore approxi- 
mately with the current i, that is, is power e.m.f., and is the 
voltage which does the useful work of the motor. It is projwr- 
tional to the speed or frequency of rotation/,, to the field strength 
*, and to the number of effective armature turns »„ 

e, = 2 ff/.n,* 10-». (23) 

The number of effective armature turns n„ with a distributed 
winding, is the projection of all the turns on their resultant direc- 
tion. With a full-pitch winding of n series turns from brush to 
brush, the effective number of turns thus is 

n, -= m [avg cos] l=~m. (24) 

With a fractional pitch winding of the pitch of t degrees, the 
effective number of turns is 

n, = m-[avg cos] \>-~msm~- (25) 

2. The e.m.f. of alternation of the field, e,, that is, the voltage 
generated in the field turns by the alternation of the magnetic 
flux *, produced by them and thus enclosed by them. This vol- 
tage is in quadrature with the field flux ^ and thus approximately 
with the current /, is proportional to the frequency of the im- 
pressed voltage/, to the field strength *, and to the number of 

field turns n.. n -j- x. ia-« /nc\ 

" e„ = — 2 jjr/n,4> 10^. (26) 

3. The impedance voltage of the motor, 

e' =IZ (27) 

and Z = r- jx, 

where r = total effective resistance of field coils, armature with 
commutator and brushes, and compensating winding, x = total 
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self-inductive reactance, that is, reactance of the leakage dux 
of armature and compensating winding — or the stray flux 
passing locally between the armature and the compensating 
conductors — plus the self-inductive reactance of the field, that 
is, the reactance due to the stray field or flux passing between 
field coils and armature. 

In addition hereto, x comprises the reactance due to the 
quadrature magnetic flux of incomplete compensation or over- 
compensation, that is, the voltage generated hy the quadrature 
flux 4^ in the difference between armature and compensating 
conductors, n, — n, or n, — n,. 

Therefore the total supply voltage E of the motor is 
^ = e, + e„ + ^ 

- 2;r/,?i.*10-'-2j;r/Hi*10'* + (''-yi)/. (28) 

Let, then, R = magnetic reluctance of field circuit, thus 

4» = -^ = the magnetic field flux, when assuming this flux as 

R 
in phase with the excitation /, and denoting 

^-^•-.. (30) 

as the effective reactance of field inductance, corresponding to 
the e.m.f. of alternation. 



ratio of speed to frequency, or speed 
as fraction of synchronism. 



c = — ^= ratio of effective armature turns to 
"• field turns; 
substituting (30) and (31) in (28), 

E = cSxJ - jx^l + (r - jx) f 
= [(r + cSxJ-;(x + xJ]f; 



(31) 



(32) 



1 = 



(r + cSx J - ; (x -I- xj 
and, in absolute values, 

e 

I = ^- 

V(r + cSx^y+(x + I,)' 
The power-factor is given by 



(33) 



(34) 



(3S) 
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The useful work of the motor ia done by the e.m.f. of rotatioQ, 

and, since this e.m.f . B, is in phase with the current / , the useful 
work, or the motor output (inclusive friction, etc.), is 
P - EJ - cSi.t' 



(r + cSi,)"+(i + iJ' 
and the torque of the motor is 
n P ■. 

cx^e* 

~ {r + cSx,)' + l,x + zy 
For instance, let 

« - 200 volta, c - 2» _ 4 

Z= r-;x = 0.02-O.OG;, x, - 
then 

10,000 



(36) 



(37) 



V(i + ws)'+m 

, . i + MS 
cot 6 = — , 

32,000 .S 



(1 + 168)' 



, in kw.. 



„ 32,000 , 

"-(l + l(i«- + 49'°'y°-''"- 

The behavior of the motor at different speeds is best shown by 
plotting i, p = cos Q, P and D as ordinates with the speed S as 
abscissas, as shown in Fig. 144. 

In railway practice, by a survival of the practice of fonner 
times, usually the constants are plotted with the current / as 
abscissas, as shown in Fig. 145, though obviously this arrange- 
ment does not as well illustrate the behavior ol the motor. 

Graphically, by starting with the current / as zero axis 01, the 
motor diagram is plotted in Fig. 146. 

The voltage consumed by the resistance r is OEr =- i r, in phase 
with 01 ; the voltage consumed by t he r eactance x ie OBx « ix, 
and 90 dcg. ahead of 01. OEl and 0£i combine to the voltage 
consumed by the motut impedance, OE' — iz. 
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Fig. 144. Single-Phaae Commutator Motor Speed Chamcteriatics. 
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f^g. 145. Single-Phaee Commutator Motor Current Charact«ristioa< 



DgitzedbvGoOgle 



254 ELEMENTS OF ELECTRICAL ENGINEERING. 

Combining OE' — w, 0E^ — e„ and OE^ - e, thus gives the 
terminal voltage OE '^ e oi the motor, and the phase ao^e 
EOI = 6. 

In this diagram, and in the preceding approximate calcula- 
tion, the magnetic flux * has been assumed in phase with the 
current /. 

In reality, however, the equivalent sine wave of magnetic 
flux * lags behind the equivalent sine wave of exciting current / 




Fig. 146. Single-Pbaae Commutator Motor Vector Diagram. 



by the angle of hysteresis lag, and still further by the power 
consumed by eddy currents, and, especially in the commutator 
motor, by the power consumed in the short-circuit current under 
the brushes, and the vector 04> therefore is behind the current 
vector 01 by an angle 0a, which is small in a motor in which the 
short-circuit current under the brushes is eUminated and the 
eddy currents are negligible, but may reach considerable values 
in the motor of poor commutation. 

As suming then, in Fig. 147, 0* lag^ng behind 01 by angle tf,, 
OE^ is in phase with 0*, hence lagging behind 01; that is, the 
e.m.f. of rotation is not entirely a power e.m,f., but co ntain s a 
wattless lagging component. The e.m.f, of alternation, 0£g, is 
90 deg. ahead of 0^, hence less than 90 deg. ahead of 01, and 
therefore contains a power component representing the power 
consumed by hysteresis, eddy currents, and the short-circuit 
current under the brushes. 

Completing now the diagram, it is seen that the phase angle 9 
b reduced, that is, the power-factor of the motor increased by 
the increased loss of power, but is far greater than corresponding 
thereto. It is the result of the lag of the e.m.f. of rotation, wluch 
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produces a lagging e.m.f. component, partially compensating 
for the leading e.m.f. consumed by self-inductance, a lag of the 
e.m.f. being equivalent to a lead of the current. 

As the result of this feature of a lag of the magnetic flux *, 
by producing a lag^ng e.m.f. of rotation and thus compensating 
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Elg. 147. Single-Phase Commutator Motor Diagram with Phase 
Di^lacement between Flux aod Current. 

for the lag of current by self-inductance, single-phase motors 
having poor commutation usually have better power-factors, 
and improvement in commutation, by eliminating or reducing 
the short-circuit current under the brush, usually causes a slight 
decrease in the power-factor, by brining the magnetic flux * 
more nearly in phase with the current /. 

Inversely, by increasing the lag of the magnetic flux *, the 
phase angle can be decreased and the power-factor improved. 
Such a shift of the magnetic flux * behind the supply current t 
can be produced by dividing the current i into components i' 
and i", and using the lag^ng component for field excitation. 
This is done most conveniently by shunting the field by a non- 
inductive resistance. Let r, be the non-inductive reastance in 
shunt with the field winding, of reactance x^ + x^, where x, is 
that part of the self-inductive reactance x due to the field coils. 
The current i' in the field is lagging 90 deg. behind the current 
i" in a non-inductive resistance, and the two currents have the 

ratio -:;; = " — ; hence, dividing the total current 01 in 

i" x^ + X, " 

this proportion into the two quadrature components OF and 
01", in Fig. 148, gives the magnetic flux 0* in phase with 01' , 
and so lagpng behind 01, and then the e.m.f. of rotatio n is OE^, 
the e.m.f. of alternation OE^, and combining OE^, OE^, and OE' 
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^ves the impressed_e.m.f. OB, nearer in phase to 01 than with 
0* in phase with 01. 

In this manner, if the e.ni.fg. of self-inductance are not too 
large, unity power-factor can be produced, b& shown in Fig. 149. 
Let Ol_ = total current, OE' = impedance voltage of the 
motor, OB =• impressed e.m.f. or supply voltage, and assumed 
in phase with 01. OE then 
*il' must be_the resultant of OE' 
El \ and of 0£„ the voltage of ro- 
tation plus thatof alternation, 
■ and resolving therefore OE^ 
into two components 0£, antj 
OE^, in quadrature with each 
other, and proportional re- 
spectively to the e.ra,f. of 
Fig. 148. Single-Phase Commutator rotation and the e.m.f. of al- 
Motor Improvement of Power-Factor tematjon, g^ves the magnetic 

flux O-J* in phase with the 
e.m.f. of rotation Off,, and 
the component of c urre nt in the field 01' and in the non- 
inductive resistance 01", in phase and in quadrature respec- 
tively with 0*, which combined make u p th e total current. The 
projection of the e.m,f. of rotation OE, on 01 then is the 
power component of the e.m.f., which does the work of the 
motor, and the quadrature projection of OS; is the compen- 
sating component of the e.m.f. of rotation, which neutralizes 
the wattless component of the e.m.f, of self-inductance. 

Obviously such a compensation involves some loss of power 
in the non-inductive resistance r, shunting the field coils, and as 
the power-factor of the motor usually is sufficiently high, such 
compensation is rarely needed. 

In motors in which some of the circuits are connected in series 
with the others the diagram is essentially the same, except that 
a phase displacement exists between the secondary and the 
primary current. The secondary current /j of the transformer 
lags behind the primary current /„ slightly less than 180 deg. ; 
that is, considered in opposite direction, the secondary current 
leads the primary by a small angle 9,,, and in the motora with 
secondary excitation the 5cld flux ^, bdng in phase with the 
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field current /, (or lagging by angle Oa behind it), thus leads the 
primary current I^ by angle d^ {or angle d^— da). As a lag of 
the magnetic flux * increases, and a lead thus decreases the 
power-factor, motors with secondary field excitation usually have 
a slightly lower power-factor than motors with primary field 




Fig. 149. Single-Phase Commutator Motor. Unity Power-Factor 
Produced by Lagging e.m.f. of Rotation. 

excitation, and therefore, where desired, the power-factor may 
be improved by shunting the field with a non-inductive resist- 
ance r„. Thus for instanc e, if in Fig. 150 0/„ = pri mary current, 
0/, = secondary current, 0£„ in phase with 0/„ is the e.m.f. 
of rotation, in the case of the secondary field excitation, and 
Ofig, in quadrature ahead of 0/,, is the e. m.f. o f alternation, 
while OE' is the impedance voltage, and OE^, OE^ and OE' com- 
bined pve the supply voltage OE, and EOI - 6 the angle of lag. 

Shunting the field by a non-inductive resistance r„, and thua 
resolving the secondary current Ol^ into the components 0/,' 
in the field and 01 " in the non-inductive resistance, gives the 
diagram Fig, 151, where 6a = I^'O^ = angle of lag of magnetic 
field. 

The action of the commutator in an alternating-current motor, 
in permitting compensation for phase displacement and thus 
allowing a control of the power-factor, is very interesting and 
important, and can also be used in other types of machines, as 
induction motors and alternators, by supplying these machines 
with a commutator for phase control. 
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A lag of the current is the same as a lead of the e.m.f., and in- 
versely a leading current inserted into a circuit has the same 
effect as a lagging e.m.f. inserted. The commutator, however, 
produces an e.m.f. in phase with the current. Exciting the field 
by a lagging current in the field, a lagging e.m.f. of rotation is 





Fig. 151. SiDgle-Phase Commutator Motor with Secondary ExdtatioD Povei^ 
Factor Improved by Shunting Field Winding with Non-inductive Circuit. 

produced which is equivalent to a leading current. As it is 
easy to produce a lading current by self-inductance, the com- 
mutator thus affords an easy means of producing the equivalent 
of a leading current. Therefore the alternating-current com- 
mutator is one of the important methods of compensating fof 
lagging currents. Other methods are the use of electrostatic or 
electrolytic condensers and of overexcited synchronous machines. 
Based on this principle, a number of designs of induction 
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motors and other apparatus have been developed, using the 
commutator for neutralizing the lagging magnetizing current 
and the lag caused by self-inductance, and thereby producing 
unity power-factor or even leading currents. So far, however, 
none of them has come into extended use. 

This feature, however, explains the very high power-factora 
feasible in single-phase commutator motors even with consider- 
able air gaps, far larger than feasible in induction motors. 

VII. Efficiency and Losses. 

The losses in single-phase commutator motors are essentially 
the same as in other types of machines : 

(a.) Friction losses, — air friction or windage, bearing friction 
and commutator brush friction, and also gear losses or other 
mechanical transmission losses. 

(6.) Core losses, as hysteresis and eddy currents. These are of 
two classes, — the alternating core loss, due to the alternation of 
the magnetic flux in the main field, quadrature field, and arma- 
ture; and the rotating core loss, due to the rotation of the arma- 
ture through the magnetic field. The former depends upon the 
frequency, the latter upon the speed. 

(c.) Commutation losses, as the power consumed by the short- 
circuit current imder the brush, by arcing and sparking, where 
such exists, 

{d.) I'r losses in the motor circuits, — the field coils, the compen- 
sating winding, the armature and the brush contact resistance. 

(e.) Load losses, mainly represented by an effective resistance, 
that is, an increase of the total effective resistance of the motor 
beyond the ohmic resistance. 

Driving the motor by mechanical power and with no voltage 
on the motor gives the friction and the windage losses, exclusive 
of commutator friction, if the brushes are lifted off the com- 
mutator, inclusive, if the brushes are on the commutator. 
Energizing now the field by an alternating current of the rated 
frequency, with the commutator brushes off, adds the core losses 
to the friction losses; the increase of tlie driving power then 
measures the rotating core loss, while a wattmeter in the field 
exciting circuit measures the alternating core loss. 

Thus the alternating core loss is supplied by the impressed 



DgitzedbvGoOgle 



260 ELEMENTS OP ELECTRICAL ENGINEERING. 

electric power, the rotating core loss by the mechanical driving 
power. 

Putting now the brushes down on the commutator adds the 
commutation losses. 

The ohmic resistance g^ves the ^r losses, and the difference 
between the ohmic resistance and the effective resistance, calcu- 
lated from wattmeter readings with alternating current in the 
motor circuits at rest and with tlie field unexcited, represents the 
load losses. 

However, the different losses so derived have to be corrected 
for their mutual effect. For instance, the commutation losses 
are increased by the current in the armature; the load losses are 
less with the field excited than without, etc.; so that this method 
of separately determining the losses can give only an estimate of 
their general magnitude, but the exact determination of the 
efficiency is best carried out by measuring electric input and 
mechanical output. 

VIII. Discussion of Uotor Types. 

Varying-speed single-phase commutator motors can be divided 
into two classes, namely, compensated series motors and repul- 
sion motors. In the former, the main supply current is through 
the armature, while in the latter the armature is closed upon 
itself as secondary circuit, with the compensating winding as 
primary or supply circuit. As the result hereof the repulsion 
motors contain a transformer flux, in quadrature position to 
the main flux, and lagging behind it, while in the series motors 
no such lagging quadrature flux exists, but in quadrature 
position to the main flux, the flux either is zero — complete 
compensation — or in phase with the main flux — ove> or 
under-compensation. 

A. Compensated Seriks Motors, 

Series motors give the. best power-factors, with the excep- 
tion of those motors in which by increasing the lag of the field 
flux a compensation for power-factor is produced, as discussed 
in V. The commutation of the series motor, however, is equally 
poor at all speeds, due to the absence of any commutating flux, 
and with the exception of very small sizes such motors there- 
fore are inoperative without the ase of either resistance leads or 
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commutatiog poles. With high-resistance leads, however, fwr 
operation ia secured, though obviously not of the same class with 
that of the direct-current motor; with commutating poles or coils 
producing a local quadrature Sux at the brushes good results 
have Ijeen produced abroad. 

Of the two types of compensation, conductive compensation, 
1, with the compensating winding connected in series with the 
armature, and inductive compensation, 2, with the compensated 
winding short-circuited upon itself, inductive compensation 
necessarily is always complete or practically complete com- 
pensation, while with conductive compensation a reversing 
flux can be produced at the brushes by over-compensation, and 
the commutation thus somewhat improved, especially at speed, 
at the sacrifice, however, of the power-factor, which is lowered 
by the increased self-inductance of the compensating winding. 
On the short-circuit current under the brushes, due to the e.m.f. 
of alternation, sUch over-compensation obviously has Jio helpful 
effect. Inductive compensation has the advantage that the 
compensating winding is not connected with the supply circuit, 
can be made of very low voltage, or even of individually short- 
circuited turns, and therefore larger conductors and less insula- 
tion used, which results in an economy of space, and therewith 
an increased output for the same size of motor. Therefore 
inductive compensation is preferable where it can be used. It 
is not permissible, however, in motors which are required to 
operate also on direct current, since with direct-current supply 
no induction takes place and tlierefore the compensation fails, 
and with the high ratio of armature turns to field turns, without 
compensation, the field distortion is altogether too large to give 
satisfactory commutation, except in small motors. 

The inductively compensated series motor with secondary 
excitation, or inverted repulsion motor, 3, takes an intermedi- 
ary position between the series motors and the repulsion motors; 
it is a series motor in so far as the armature is in the main supply 
circuit, but magnetically it has repulsion motor characteristics, 
that ia, contains a lagging quadrature flux. As the field exci- 
tation consumes considerable voltage, when supplied from the 
compensating winding as secondary circuit, considerable voltage 
must be generated in this winding, thus giving a corresponding 
transformer flux. With increasing speed and therewith decreas- 
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ing current, the voltage consumed by the field coils decreases, 
and therewith the transformer flux which generates this voltage. 
Therefore the inverted repulsion motor contains a transformer 
flux which has approximately the intensity and the phase re- 
quired for commutation; it lags behind the main flux, but less 
than 90 deg., thus contains a component in phase with the man 
flux, as reversing flux, and decreases with increase of speed. 
Therefore the commutation of the inverted repulsion motor is 
very good, far superior to the ordinary series motor, and it can 
be operated without resistance leads; it has, however, the serious 
objection of a poor power-factor, resulting from the lead of the 
field flux against the armature current, due to the secondary 
excitation, as discussed in V. To make such a motor satis- 
factory in power-factor requires a non-inductive shunt across 
the field, and thereby a waste of power. For this reason it has 
not come into commercial use. 

B. Repulsion Motors. 

Repulsion motors are characterized by a lag^ng quadrature 
flux, which transfers the power from the compensating winding 
to the armature. At standstill, and at very low speeds, repulsion 
motors and series motors arc equally unsatisfactory in commu- 
tation; while, however, in the series motors the commutation 
remains bad (except when using commutating devices), in the 
repulsion motors with increasing speed the commutation rapidly 
improves, and becomes perfect near synchronism. As the result 
hereof, under average railway conditions a much inferior com- 
mutation can be allowed in repulsion motors at very low speeds 
than in series motors, since in the former the period of poor 
commutation lasts only a very short time. While, therefore, 
series motors cannot be satisfactorily operated without resistance 
leads (or commutating poles), in repulsion motors resistance 
leads are not necessary and not used, and the excessive 
current density under the brushes in the moment of starting 
permitted, as it lasts too short a time to cause damage to the 
commutator. 

As the transformer field of the repulsion motor is approx- 
imately constant, while the proper commutating field should 
decrease with the square of the speed, atwve synchronism the 
transformer field is too large for commutation, and at speeds 
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conwderably above synchronism — 50 per cent and more — the 
repulsion motor becomes inoperative because of excessive 
sparking. At Bjmchronism, the magnetic field of the repulsion 
motor is a rotating field, like that of the polyphase iuduction 
motor. 

Where, therefore, speeds far above synchronism are required, 
the repulsion motor cannot be used ; but where synchronous speed 
is not much exceeded the repulsion motor is preferred because 
of its superior commutation. Thus when using a commutator 
as auxihary device for starting single-phase induction motors 
the repulsion motor type is usej. For high frequencies, as 60 
cycles, where peripheral speed forbids synchronism being greatly 
exceeded, the repulsion motor is the only type to be seriously 
considered. 

Repulsion motors also may be built with primary and sec- 
ondary excitation. The latter usually gives a better conmiuta- 
tion, because of the lesser lag of the transformer flux, and 
therewith a greater in-phase component, that is, greater reversing 
flux, especially at high speeds. Secondary excitation, however, 
gives a slightly lower power-factor. 

A combination of the repulsion motor and series motor types 
is the series repulsion motor, 6 and 7. In this only a part of 
the supply voltage is impressed upon the compensating wind- 
ing and thus transformed to the armature, while the rest of the 
supply voltage is impressed directly upon the armature, just as 
in the series motor. As result thereof the transformer flux of 
the series repulsion motor is less than that of the repulsion motor, 
in the same proportion in which the voltage impressed upon the 
compensating winding is less than the total supply voltage. 
Such a motor, therefore, reaches equality of the transformer 
flux with the commutating flux, and gives perfect commutation 
at a higher speed than the repulsion motor, that is, above 
synchronism. With the total supply voltage impressed upon the 
compensating winding, the transformer flux equals the com- 
mutating flux at synchronism. At n times synchronous speed 

the commutating flux should be -: of what it is at synchronism, 
n 

and by impressing -^ of the supply voltage upon the compen- 
sating winding, the rest on the armature, the transformer flux 
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is reduced to -j of its value, that is, made equal to the required 

commutating flux at n times syDchronism. 

In the series repulsion motor, by thus gradually shifting the 
supply voltage from the compensating winding to the anna- 
ture and thereby reducing the transformer flux, it can be 
maintained equal to the required commutating flux at all speeds 
from synchronism upwards; that is, the series repulsion motor 
arrangement permits maintaining the perfect commutation, 
which the repulsion motor has near synchronism, for all higher 
speeds. 

With regard to construction, no essential difference exists 
between the different motor types, and any of the types can be 
operated equally well on direct current by connecting all three 
circuits in series. In general, the motor types having primary 
and secondary circuits, as the repulsion and the series repulsion 
motors, give a greater flexibility, as they permit winding the 
circuits for different voltages, that is, introducing a ratio of 
transformation between primary and secondary cireuit. Shift- 
ing one motor element from primary to secondary, or inversely, 
then gives the equivalent of a change of voltage or change of 
turns. Thus a repulsion motor in which the stator is wound 
for a higher voltage, that is, with more turns, than the rotor or 
armature, when connecting all the circuits in series for direct- 
current operation, gives a direct-current motor having a greater 
field excitation compared with the armature reaction, that is, 
the stronger field which is desirable for direct-current operation 
but not permissible with alternating current. 

In general, the constructive differences between motor types 
are mainly differences in connection of the three circuits. For 
instance, let F = field circuit, A = armature circuit, C = com- 
pensating circuit, T = supply transformer, R = resistance used in 
starting and at very low speeds. Connecting, in Fig. 152, the 
armature A between field F and compensating winding C. 
With switch open the starting resistance is in circuit; cloang 
switch short-circuits the starting resistance and gives the 
running conditions of the motor. 

With all the other switches open the motor is a conductively 
compensated series motor. 

Closing 1 pves the inductively compensated series motor. 
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Closing 2 g^ves the repulsion motor with primary excitation. 
Closing 3 gives the repulsion motor with secondary excitation. 
Closing 4 or 5 or 6 or 7 gives the successive speed steps of 
the series repulsion motor with armature excitation. 




Fig. 162. Alternating-Current Commutator Motor Arranged to Operate 
either as Series or Repulsion Motor. 

Connecting, in Fig. 153, the field F between armature A and 
compensating winding C, the resistance R is again controlled 
t^ switch 0. 

All other switches open gives the conductively compensated 
series motor. 




Fig. 163. Alternating-Current Commutator Motor Arranged to 
Opemte either aa Seriea or Repulsion Motor. 

Switch 1 closed ^ves the inductively compensated seriea 
motor. 

Switch 2 closed ^ves the inductively compensated series 
motor with secondary excitation, or inverted repulsion motor. 

Switch 3 closed ^ves the repulsion motor with primary 
excitation. 
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Switches 4 to 7 pve the different speed steps of the series 
repulsion motor with primary excitation. 

Opening the commection at x and closing at y (as shown In 
dotted line), the steps 3 to 7 give respectively the repulsion 
motor with secondary excitation and the successive steps of 
the series repulsion motor with armature excitation. 

Still further combinations can be produced in this manner, 
as for instance, in Fig. 152, by closing 2 and 4, but leaving 
open, the field F ia connected across a constant potential supply, 
in series with resistance R, while the armature also recaves con- 
stant voltage, and the motor then approaches a finite speed, that 
is, has shunt motor characteristic, and in starting, the m^n field 
F and the quadrature field AC are displaced in piiase, so pve 
a rotating or polyphase field (unsymmetrical). 

To discuss all these motor types with their in some instances 
very interesting characteristics obviously is not feasible. In 
general, they can all be classified under series motor, repulsion 
motor, shunt motor, and polyphase induction motor, and com- 
binations thereof. 

IX. Other Commutator Motors. 

Most of the development on single-phase commutator motors 
has taken place in the direction of varying speed motors for 
railway service. In other directions commutators have been 
applied to alternating-current motors and such motors devel- 
oped — 

(a.) For limited speed, or of the shunt motor type, that is, 
motors of similar characteristic as the single-phase railway 
motor, except that the speed does not indefinitely increase with 
decreasing load but approaches a finite no-load value. Sev- 
eral types of such motors have been developed, as stationary 
motors for elevators, variable-speed machinery etc., usually of 
the single-phase type. 

By impressing constant voltage upon the field the magnetic 
field fiux is constant, and the speed thus reaches a finite limit- 
ing value at which the e.m,f. of rotation of the armature through 
the constant field flux consumes the impressed voltage of the 
armature. By changing the voltage supply to the field different 
speeds can be produced, that is, an adjustable speed motor. 
The main problem in the design of such motors is to get the 
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field excitation in phase with the armature current and thus 
produce a good power-factor. 

(6.) Adjustable^peed polyphase induction motors. In the 
secondary of the polyphase induction motor an e.in.f, is gen- 
erated which, at constant impressed e.m.f. and therefore ap- 
proximately constant flux, is proportional to the slip from 
synchronism. With short-circuited secondary the motor closely 
approaches synchronism. Inserting resistance into the second- 
ary reduces the speed by the voltage consumed in the second- 
ary. As this is proportional to the currenl and thus to the 
load, the speed control of the polyphase induction motor by 
resistance in the secondary gives a speed which varies with the 
load, just as the speed control of a direct-current motor by resist- 
ance in the armature circuit; hence, the speed is not constant, 
and the operation at lower speeds inefficient. Inserting," how- 
ever, a constant voltage into the secondaiy of the induction 
motor the speed is decreased if this voltage is in opposition, and 
is increased if this voltage is in the same direction as the sec- 
ondary generated e.m.f., and in this manner a speed control can 
be produced. If c = voltage inserted into the secondary, as 
fraction of the voltage which would be induced in it at full 
frequency by the rotating field, then the polyphase induction 
motor approaches at no load and runs at load near to the 
speed {1 — c) or (1 -I- c) times synchronism, depending upon 
the direction of the inserted voltage. 

Such a voltage inserted into the induction motor secondary 
must, however, have the frequency of the motor secondary 
currents, that is, of slip, and therefore can be derived from the 
full frequency supply circuit only by a commutator revolving 
with the secondary. If cf is the frequency of slip, then (1 - c)f 
is the frequency of rotation, and thus the frequency of com- 
mutation, and at frequency / impressed upon the commutator 
the effective frequency of the commutated current is / — (1 — c) / 
= cf, or the frequency of slip, as required. 

Thus the commutator affords a means of inserting voltage into 
the secondary of induction motors and thus varying its speed. 
However, while these commutated currents in their resultant 
^ve the effect of the frequency of slip, they actually consist of 
sections of waves of full frequency, that is, meet the full station- 
ary impedance in the rotor secondary, and not the very much 
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lower impedance of the low-frequency currents in the oniinary 
induction motor. 

If therefore the brushes on the commutator are set so that the 
inserted voltage is in phase with the voltage generated in the 
secondary, the power-factor of the motor is very poor. Shift- 
ing the brushes, by a phase displacement between the generated 
and the inserted voltage, the secondary currents can be made 
to lead, and thereby compensate for the lag due to self-inductance 
and unity power-factor produced. This, however, is the case 
only at one definite load, and at all other loads either over- 
compensation or under-compensation takes place, resulting in 
poor power-factor, either lagging or leading. Siich a polyphase 
adjustable-speed motor thus requires shifting of the brushes with 
the load or other adjustment, to maintain reasonable power- 
factor, and for this reason has not been used. 

(c) Power-factor compensation. The production of an alter- 
nating magnetic flux reqmres wattless or reactive volt-amperes, 
which are proportional to the frequency. Exciting an induction 
motor not by the stationary primary but by the revolving 
secondary, which has the much lower frequency of slip, reduces 
the volt-amperes excitation in the proportion of full frequency 
to frequency of slip, that is, to practically nothing. This can 
be done by feeding the exciting current into the secondary by 
commutator. If the secondary contains no other winding but 
that connected to the commutator, the exciting current from 
the commutator still meets full open magnetic circuit inductance, 
and the motor thus gives a poor power-factor. If, however, in 
addition to the exciting winding, fed by the commutator, a 
permanently short-circuited winding is used, as a squirrel-cage 
winding, the exciting impedance of the former is reduced to 
practically nothing by the short-circuit winding coincident with 
it, and so by over-excitation unity power-factor or even leading 
current can be produced. The presence of the short-circuited 
winding, however, excludes this method from speed control, and 
such a motor (Hcyland motor) runs near synchronism just as the 
ordinary induction motor, differing merely by the power-factor. 

This method of excitation by feeding the alternating current 
through a commutator into the rotor has been used veiy success- 
fully abroad in the so-called "compensated repulsion motor" 
of Winter-Eichberg. This motor differs from the ordinary 
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repulsion motor merely by the field coil F in Pig. 154 being 
replaced by a set of exciting brushes G in Fig. 155, at right angles 
to the main brushes of the armature, that is, located so that the 
m.m.f. of the current between the brushes G magnetizes in the 




fig. 155. Winter-Etchberg Motor. 

same direction as the field coils F in "Fig. 154. Usually the excit- 
ing brushes are supplied by a transformer or compensator, so as 
to vary the excitation and thereby the speed. 

This arrangement th^ lowers the e.m.f. of self-inductance of 
field excitation of the motor from that corresponding to full 
frequency in the ordinary repulsion motor to that of the fre- 
quency of slip, hence to a negative value above synchronism; so 
that hereby a compensation for lagging current can be produced 
above synchronism, and unity power-factor or even leading 
currents produced. 
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D. SYNCHRONOUS CONVERTERS. 
I. General. 

no. For long-distance transmission, and to a certain extent 
also for distribution, alternating currents, either polyphase or 
single-phase, are extensively used. For many applications, 
however, as especially for electrolytic work, direct currents are 
required, and are usually preferred also for electrical mlroad- 
ing and for low-tension distribution on the Edison three-wire 
system. Thus, where power is derived from an alternating 
system, transforming devices are required to convert from 
alternating to direct current. This can be done either by a 
direct-current generator driven by an alternating synchronous 
or induction motor, or by a single machine consuming altematr 
ing and producing direct current in one and the same armature. 
Such a machine is called a converter, and combines, to a certain 
extent, the features of a direct-current generator and an alter- 
nating synchronous motor, differing, however, from either in 
other features. 

Since in the converter the alternating and the direct current 
are in the same armature conductors, their e.m.fs, stand in a 
definite relation to each other, which is such that in practically 
all cases step-down transformers arc necrasary to generate the 
required alternating voltage. 

Comparing thus the «onverter with the combination of syn- 
chronous or induction motor and direct-current generator, the 
converter requires step-down transformers, the synchronous 
motor, if the alternating line voltage is considerably above 
10,000 volts, generally requires step-down transformers also, 
with voltages of 1000 to 10,000 volts, however, usually the 
synchronous motor and frequently the induction motor can be 
wound directly for the line voltage and statienary transformers 
saved. Thus on the one side we have two machines with dr 
generally without stationary transformers, on the other side 
a single machine with transformers. 
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Hoarding the reliability of operation and firat cost, obviously 
a single machine is preferable. 

Regarding efficiency, it is sufficient to compare the converter 
with the synchronous-motor-direct-current-generator set, since 
the induction motor is inherently less efficient than the syn- 
chronous motor. The efficiency of stationary transformers of 
lai^e size varies from 97 per cent to 98 per cent, with an average 
of 97.5 per cent. That of converters or of synchronous motors 
varies between 91 per cent and 95 per cent, with 93 per cent as 
average, and that of the direct-current generator between 90 per 
cent and 94 per cent, with 92 per cent as average. Thus the 
converter with its step-down transformers will give an average 
efficiency of 90.7 per cent, a direct-current generator driven by 
synchronous motor with step-down transformers an efficiency 
of S3.4 per cent, without step-down transformers an efficiency of 
85.6 per cent. Hence the converter is more efficient. 

Mechanically the converter has the advantage that no transfer 
of mechanical energy takes place, since the torque consumed by 
the generation of the direct current and the torque produced by 
the alternating current are applied at the same armature con- 
ductor, while in a direct-current generator driven by a syn- 
chronous motor the power has to be transmitted mechanically 
through the shaft. 

n. Ratio of e.m.fs. and of Currento. 

111. In its structure the synchronous converter consists of 
a closed-circuit armature, revolving in a direct-current excited 
field, and connected to a segmental commutator as well as to 
collector rings. Structurally it thus differs from a direct- 
current machine by the addition of tlie collector rings, from 
cert^n (now very httle used) forma of synchronous machines by 
the addition of the segmental commutator. 

In consequence hereof, regarding types of armature windings 
and of field windings, etc., the same rule appLcs to the converter 
88 to all commutating machines, except that in the converter the 
total number of armature coils with a series-wound armature,!'^ 
and the number of armature coils per pair of poles with a 
multiple-wound armatureVmust be divisible by the number of 
phases. 

Regarding the wave-shape of the alternating counter-gen- 
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erated e.m.f., similar considerations apply as for a synchronous 
machine with closed-circuit armature; that is, the generated 
e.m.f, usually approximates a sine wave, due to the multi-tooth 
distributed winding. 

Thus, in the following, only those features will be discussed 
in which the synchronous converter differs from the eommu- 
tating machines and synchronous machines treated in the pre- 
ceding chapters. 

Fig. 156 represents diagrammatically the commutator of a 
direct-current machine with the armature coils A connected to 
adjacent commutator bars. The brushes are S,fi„ and the field 
poles F,F^. 

If now two oppositely located points afi^ of the commutator 
are connected with two collector rings D^D^, it is obvious that 
the e.m.f. between these points 
0,0;, and thus between the col- 
— lector rings />,/>„ will be a 
maximum in the moment 
when the points a,a, coincide 
' with the brushes B,B„ and is 
in this moment equal to the 
direct voltage E of this ma- 
chine. While the points OiOj 
move away from thLs position. 
Fig. 156. Single-Phase Converter Com- the difference of potential be- 
mutator. tweeno, and a, decreases and 
becomes zero in the moment where 0,0, coincide with the 
direction of the field poles F^F^. In this moment the differ- 
ence in potential between a, and a, reverses and then increases 
again, reaching equality with E, but in opposite direction, when 
O; and Qj coincide with the brushes B, and B^ ; that is, between 
the collector rings /), and D^ an alternating voltage is produced 
whose maximum value equals the direct-current electromotive 
force E, and which makes a complete pcrio<l for every revolution 
of the machine (in a bipolar converter, or Tip periods per revo- 
lution in a machine of 2 np poles). 
Hence, this alternating e.m.f. is 

e = £■ sin 2 jrft, 
where / = frequency of rotation, E = e.m.f. between brushes 
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of the machine ; thus, the effective value of the alternating 
e.m.f. 13 

H2. That is, a <iirect-current machine produces between 
two collector rings connectfd with two opposite points of the 

commutator an alternating e.m.f. of — ^ X the direct-current 

v2 
voltage, at a frequency equal to the frequency of rotation. 
Since every alternating-current generator is reversible, such a 
direct-current machine with two collector rings, when supplied 

with an alternating e.m.f. of X the direct-current voltage at 

V2 
the frequency of rotation, will run as synchronou-s motor, or 
if at the same time generating direct current, as synchronous 
converter. 

Since, neglecting losses and phase displacement, the output 
of the direct-current side must be equal to the input of the alter- 
nating-current side, and the alternating 
voltage in the single-phase converter is 

—~= X E, the alternating current must be 

V2 

= v^ X /, where / = direct-current output. 

If now the commutator is connected to a 
further pair of collector rin^, D^D^ (Fig. 
157), at the points o, and a^ midway be- 
tween a, and a,, it is obvious that between 
Dj and D^ an alternating voltage of the same 
frequency and intensity will be produccti a 
between D^ and D^, but in quailrature there- _ 
with, since at the moment where a, and a^ 
coincide with the brushes B,Bj and thus receive the maxi- 
mum difference of potential, a, and a^ are at zero points of 
potential. 

Thus connecting four equidistant points a^, a„ a„ a, of the 
direct-current generator to four collector rings D^, />„ /)„ D^, 
gives a four-phase converter, of the e.m.f. 

E = — z E per phase. 
V2 
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The current per phase is (neglecting losses and phase displace- 
nent) 



/, 



J_ 

V2 



since the altemating power, 2 EJ„ must equal the directr-current 
j)ower, EI. 

Connecting three equidistant points of the commutator to 
three collector rings as in Fig. 158 g^ves a three-phase converter. 

113. In Fig. 159 the three e.m.fs. between the three collector 
rings and the neutral point of the three -pha s e sys t em (or Y 
voltages) are represented by the vectors 0E„ OE^, OE^ thus 





Fig. 158. Three-Phaae Syn- 
chronous Converter. 



Fig. 159. E.m.r. Diagram 
of Three-Pbase Cod- 



the e.m.f. between the col lecto r rings or the delta voltages by 
vectors £,£j, A'jA',, and E^E^. The e.m.f. OE^ is, however, 
nothing but half the cm.f. £, in Fig. 156, of the single-phase 

converter, that is, = — t^ . Hence the Y voltage, or volt^e 

2\/2 
between collector ring and neutral point or center of the three- 
phase voltage triangle, is 

and thus the delta voltage is 

£:'= B,V3=^ = 0.612 £. 
2^2 
Since the total three-phase power 3 /,E, equals the total 
continuous-current power IE, it is 
_ «__2V2 
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In general, in an n-phase converter, or converter in whicb 
n equidistant points of the commutator fin a bipolar machine, 
or n equidistant points per pair of poles in a multipolar machine 
with multiple-wound armature), are connected to n collector 
rin^, the voltage between any collector ring and the common 
neutral, or star voltage, is 

E ^ ^ 
' 2v'2' 
consequently the voltage between two adjacent collector rings, 
or ring voltage, is 



E- 

2t 
BiDce — ia the angular displacement between two adjacent col- 

n 
lector rings, and herefrom the current per Une, or star current, ia 
found as 

, 2^2/ 



and the current from line to line, or from collector ring to adja- 
cent collector ring, or ring current, is 
V2I 



114. As seen in the preceding, in the single-phase converter 
consisting of a closed-circuit armature tapped at two equidistant 

points to the two collector rings, the alternating voltage is ~7^ 

times the direct-current voltage, and the alternating-current 
v'2 times the direct current. While such an arrangement of 
the single-phase converter is the simplest, requiring only two 
collector rings, it is undesirable especially for larger machines, 
on account of the great total and especially local Pr heating 
in the armature conductors, as will be shown in the following, 
and due to the waste of e.m.f., since in the circuit from collector 
ring to collector ring the e.m.fs. generated in the coils next to 
the leads are wholly or almost wholly opposite to each other. 
The arrangement which I have called the two-drcuii single- 
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phase converler, and which is diagrammatically shown in Rg. 160, 
is therefore preferable. The step-down transformer T con- 
tains two independent secondary coils A and B, of which, one, 
A, feeds into the armature over conductor rings D^D^ and 
leads a,Oj, the other, B, over collector rings D^D^ and leads afi„ 




Fig. 160. Two-Cirouit Sin^e-Phase Converter. 

80 that the two circuits afi^ and afi, are in phase with each 
other, and each spreads over 120 deg. arc instead of 180 deg. 
arc as in the single-circuit single-phase converter. 

In consequence thereof, in the two-circuit single-phase con- 
verter the alternating counter-generated e.m.f. bears to the con- 
tinuous current e.m.f. the same relation as in the three-phase 
converter, that is, 

E, = -^ E = 0.612 E, 
2V2 
and from the equality of alternating- and direct-current power, 

2 I,E, ^ IE, 
it follows that each of the two single-phase supply currents is 
/' =^7-0.817/. 

It is seen that in this arrangement one-third of the armature, 
from o, to Oj and from o, to c„ carries the direct current only, 
the other two-thirds, from Oj to o, and from o, to a,, the differ- 
ential current. 

A six-phase converter is usually fed from a three-phase system 
by three transformers or one three-phase transformer. These 
transformers can either have each one secondary coil only of 

twice the star or Y voltage, = — r, which connects with its two 

v2 
terminals two collector rings leading to two opposite points of 
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the armature, or each of the stepdown transformers coDtaios 
two independent secondary coils, and each of the two sets of 
secondary coils is connected in three-phase delta or Y, but the 
one set of coils reversed with regard to each other, thus giving 
two three-phase systems which join to a six-phase system. 

For further arrangemente of six-phase transformation, see 
"Theory and Calculation of Altemating-Cun-ent Phenomena," 
fourth edition. Chapter XXXVI. 

The table below gives, with the direct-current voltage and 
direct current as unit, the alternating voltages and currents of 
the different converters. 
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These currents give only the power component of alternating 
current corresponding to the direct^current output. Added 
thereto is the current required to supply the losses in the machine, 
that is, to rotate it, and the wattless component if a phase dis- 
placement is produced in the converter, 

III. Variation of tbt Ratio of Electromotive Forces. 

115. The preceding ratios of e.m.fs. apply strictly only to the 
generated e.m.fs. and that under the assumption of a sine wave 
of alternating generated e.m.f. 

The latter is usually a sufficiently close approximation, since 
the armature of the converter is a multitooth structure, that is, 
contfuns a distributed winding. 
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The ratio between the difference of potential at the commu- 
tator brushes and that at the collector rin^ of the converter 
usually differs eomewhat from the theoretical ratio, due to the 
e.m.f. consumed in the converter annature, and in machinea 
converting from alternating to continuous current, also due to 
the sha[>e of the impressed wave. 

When converting from alternating to direct current, under 
load the difference of potential at the commutator brushea is 
leas thim the generated direct e.m.f., and the counter-generated 
alternating e.m.f. less than the impressed, due to the voltage 
consumed by the armature resistance. 

If the current in the converter is in phase with the impressed 
e.m.f., armature self-inductance has. httle effect, but reduces 
the counter-generated alternating e.m.f. below the impressed 
with a lagging and raises it with a leading current, in the same 
way as in a synchronous motor. 

Thus in general the ratio of voltages varies somewhat with 
the load and with the phase relation, and with constant im- 
pressed alternating e.m.f. the difference of potential at the com- 
mutator brushes decreases with increasing load, decreases with 
decreasing excitation (lag), and increases with increasing excita- 
tion (lead). 

When converting from direct to alternating current the reverse 
is the case. 

The direct-current voltage stands in definite proportion only 
to the maximum value of the alternating voltage (bdng equal 
to twice the maximum star voltage), but to the effective value 
(or value read by voltmeter) only in so far as the latter depends 

upon the former, being— --= maximum value with a sine wave. 

Thus with an impressed wave of e.m.f. ^ving a different ratio 
of maximum to effective value, the ratio between direct and 
alternating voltage is changed in the same proportion as the ratio 
of maximum to effective; thus, for instance, with a flat-topped 
wave of impressed e.m.f., the maximum value of alternating 
impressed e.m.f., and thus the direct voltage depending there- 
upon, are lower than with a sine wave of the same effective 
value, while with a peaked wave of impressed e.m.f. they are 
higher, by as much as 10 per cent in extreme cases. 

In determining the wave shape of impressed e.m.f. at the con- 
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verier terminals, not only the wave of generated generator 
e.m.r., but also that of the converter counter-generated e.m.f., 
may be instrumental. Thus, with a converter connected 
directly to a generating system of very large capacity, the im- 
pressed e.m.f. wave will be practically identical with the gener- 
ator wave, while at the terminals of a converter connected to the 
generator over long lines with reactive coils or inductive regu- 
lators interposed, the wave of impressed e.m.f. may be so far 
modified by that of the counter e.m.f. of the converter as to 
resemble the latter much more than the generator wave, and 
thereby the ratio of conversion may be quite different from that 
corresponding to the generator wave. 

Furthermore, for instance, in three-phase converters fed by 
ring or delta connected transformers, the star e.m.f. at the con- 
verter terminals, which determines the direct voltage, may 
differ from the star e.m.f. impressed by the generator, by con- ■ 
twning different third and ninth harmonics, which cancel when 
compounding the star voltages to the delta voltage, and give 
identical delta voltages, as required. 

Hence, the ratios of e.m.fs. given in Section II have to be 
corrected by the drop of voltage in the armature, and have to 
be multiplied by a factor which is \^2 times the ratio of effective 
to maximum value of impressed wave of star e.m.f, (v^ being 
the ratio of maximum to efTective of the sine wave on which the 
ratios in Section II were based), that is, by the "form factor" 
of the e.m.f, wave. 

With an impressed wave differing from sine shape, there is a 
current of higher frequency, but generally of negli^bte mag- 
nitude, through the converter armature, due to the difference 
between impressed and counter e.m.f, wave. 

IV. Armature Current and Heating. 

ii6. The current in the armature conductors of a converter 
is the difference between the alternating-current input and the 
direct-current output. 

In Fig. 161, a„ a, are two adjacent leads connected with the 
collector rings D^, D^ in an n-phase converter. The alternating 
e.m.f. between a, and a„ and thus the power component of the 
alternating current in the armature section between a, and a,, 
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will reach a maximum when this section is midway between 
the brushes 5, and B,, as shown in Yig. 161. 

The direct current in every armature coil reverses at the moment 
when the coil passes under brush B, or B„ and is thus a rectajigu- 
lar alternating current as shown in 
Fig. 162 as /. At tlie moment when 
the power component of the alter- 
nating current is a maximum, an 
■ armature coil d midway between 
two adjacent alternating leads a, 
and ttj is midway between the 
brushes B^ and B„ as in Fig. 161, 
and is thus in the middle of its rec- 
Fig 161 D jg,»m tor Study of ^^^^ continuous-current wave, 
Armature Heating in Sjfnonro- P' > ■ > ■ -if 

nouB Convertere. and consequently m this coil the 

power component of the alternat- 
ing current and the rectangular direct current are in phase 
with each other, but opposite, as shown in Fig. 162 as 7, and /, 
and the actual current is their difference, as shown in Fig. 163. 





Fig. 182. Direct Current and Alternating Current in Armature 
Coil d, Fig. 161. 



Fig. 163. Resultant Current in Coil d, Fig. 161. 

In successive armature coils the direct current reverses suc- 
cessively; that is, the rectangular currents in successive arma- 
ture coils are successively displaced in phase from each other; 
and since the alternating current is the same in the whole sec- 
tion a^ a„ and in phase with the rectangular current in the coil d. 
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it becomes more and more out of phase with the rectangular 
current when passing from coil d towards a, or a„ as shown in 
H^. 164 to 167, until the maximum phase displacement be- 
tween alternating and rectangular current is reached at the 

alternating leads a, and a,, and is equal to ~ ■ 
n 
117. Thus, if E = direct voltage, and / = direct current, in 
an armature coil displaced by angle t from the position d, mid- 
way between two adjacent leads of the 71-phase converter, the 



2 
nating current is 



V2/'e 



is the effective value of the alternating current. Thus, the actual 
current in this armature coil is 

t„- \/2/'sin(ff-r)-^ 

^ / [ 4 sin (g - t) .1 

1 n J 

In a double-current generator, instead of the minus sign, a 
plus sign would connect the alternating and the direct current 
in the parenthesis 

The effective value of the resultant converter current thus is : 



-v/jr. 



_;,/l /■-4sin(«-T) J 
' n sin - 


1 


11 8 J 10 cos 


T 



Since - is the current in the armature coil of a direct-current 
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Fig. 164. Alternating CurreDt and Direct Current in Gail between 
d and a, or a^ Fig. 161. 




Pig. 166. Alternating Current and Direct Current in Coil between 
d and a, or (i„ Fig. 161. 



Fig. 167. Resultant of Currents Shown m 166. 
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generator of the same output, we have 
/ 



the ratio of the power loss in the armature coil resistance of the 
converter to that of the direct-current generator of the same 
output, and thus the ratio of coil heating, 
lliis ratio is a maximum at the position of the alternating 

leads, T = - , and is 
n 

16 cos - 
»' sin' - Twr sm - 



It is a minimum For a coil midway between adjacent alter- 
nating leads, r =^ 0, and is 



Integrating over r from (coil d) to - , that is, over the whole 
n 
phase or section a, a„ we have 



-lis 



16 



the ratio of the total power loss in the armature resistance of 
an 71-phase converter to that of the same machine as direct- 
current generator at the same output, or the relative armature 
heating. 

Thus, to get the same loss in the armature conductors, and 
consequently the same heating of the armature, the current in 
the converter, and thus its output, can be increased in the pro- 

The calculation for the two-circuit single-phase converter is 
somewhat different; since in this in one-third of the annature 



DgitzedbvGoOgle 



284 ELEMENTS OF ELECTRICAL ENGINEERING. 

the Ft loss is that of the direct-current output, and only in the 

other two-thirds — or an arc —^ 

Thus in an armature coil displaced by angle r from the center of 
this latter section the resultant current is 



»;- Vil'ein 


(«-')- 


I 

2 


/( 4 . 

= -{^p sir 

2lV3 


(0-r) 


-!■ 


giving the effective value 






'.'^lf;i,'M 


2V 3 


16 

^ cos r; 

«\/3 


thus, the relative heating is 








Jieos., 


with the minimum value at t 


= 0, it is 




U 


-J6-. 

»V3 


3.70, 


and with the maximum value at r = - 


it is 


11 


8 


- 2.18; 



the average current heating in two-thirds of the armature is 

' » J ' ^ 3 ;Hv'3 3 

.^_2^_ 1.236; 

in the remwning third of the armature, r^ = i, thus the average 
is 

3 

- 1.151, 
and therefore the rating is 
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By substituting for n ia the general equations of current host- 
ing and rating based thereon, numerical values, we get the 
following table: 



Type. 


1 


j: 


H 


1 


i 


1 

i 


1 


1 






2 

0.45 
3.00 
1.37 


3 

0.70 
2.18 
1,157 


3 

o.m 

1.20 
0.555 


4 
.20 
-73 

.37 


6 

O.IS 
0.42 
0.26 


12 

0.187 
0.24 
0.20 


0.187 




1.00 
1.00 
1.00 








Rating (by meaa 

arm. heatiDg), 


1.00 


0.85 


0.93 


1.34 


1.64 


1.96 


2.24 


2.31 



As seen, in the two-circuit sin^e-phase converter the arma- 
ture heating is less, and more uniformly distributed, than in the 
single-circuit single-phase converter. 

ii8. A very great gain is made in the output by changing 
from three-phase to six-phase, but relatively little by still 
further increasing the number of phases. 

In these values, the small power component of current supply- 
ing the losses in the converter has been neglected. 

These values apply only to the case where the alternating 
current is in phase with the supply voltage, that is, for unity 
power-factor of supply. If, however, the current lags, or leads, 
by the time angle 0, then the alternating current and direct 
current are not in opposition In the armature coil d midway 
between adjacent leads, Fig. 161, and the resultant current is 
a minimum and of the shape shown in Fig. 103, at a point 
of the armature winding displaced from mid position d by 
angle r = d. At the leads the displacement between alternating 

current and direct current then is not - , but - + i? at the one, 
n n 

(? at the other lead, and thus at the other side of the same 

lead. The resultant current is thus increased at the one, de- 
creased at the other lead, and the heating changed accordingly. 
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For instance, in a quarter-phase converter at zero phase dis- 
placement, the resultant current at the lead would be as shown in 

Fig. 168, - = 45 deg., while at 30 deg. lag the resultant currents 

in the two coils adjacent to the commutator lead are displaced 

respectively by - + ff = 75 d^. and by (? = 15 deg., and 

so of very different shape, as shown by Figs. 169 and 170, giv- 
ing very different local heating. Phase displacement thus in- 
creases the heating at the one, decreases it at the other side of 
each commutator lead. 

Let again, 

/ = direct current per commutator brush. 

The effective value of the alternating power current in the 
armature wioding, or ring current, corresponding thereto, is 

,, /V2 



Let pi' — total power current, allowing for the losses of power 
in the converter; ql' = reactive current in the converter, assumed 
as positive when la^ng, as negative when leading, and sF = 
total current, where s = Vp" -|- 5* is the ratio of total current to 
the load current, that is, power current corresponding to the 

direct-current output, and - " tan d is the time lag of the 

P 
supply current; p is a quantity slightly larger than 1, by the 
losses in the converter, or slightly smaller than 1 in an inverted 
converter. 

The actual current in an armature coil displaced in position 
by angle x from the middle position d between the adjacent 
collector leads, then, is 

t, = v^/MpsinOS -r)-5cos0?-r)f-^ 
^ 7 1 [p sin 09- i) - g cos 0? - t)] - 1 1 
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\ 



Fig. 108. Quarter-Phaae Coarerter Unity Power Factor, Armature 
Current at Collector Lead. 





Fig. 170. Quarter-Phase Converter Phase Displacement 30 Degrees, 
Armature Current at Collector Lead. 
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and, therefore, its effective value is 



v^-. 



1 I ^^ U)SP.ns(r- 

"2 / ^"^ , . ,;: 

' n' siir - im sin - 



and herefrom the relative heating in an armature coil displaced 
by angle r from the middle between adjacent commutator leads: 







sin'- 
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rnisin- 
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liagjves 


at the leads, or 


fort = 


tJ 








r-- 1 + - 
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8^ 

sin'- 
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16 


scos(- + 
\n 

7m am - 
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V ' =.1 -I- 


8s» 


IGs 


cos^- ~o) 



Averaring from to + - gives the mean current-heating of 

n n 

the converter armature. 

-2" ' r,d. 



n' sin*- 



r* sin- 
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,l+8J^Jl^_16^. 



119. This gives for 
Three-phase, n — S: 

r, - 1 + 1.185 s' - 1.955 s cos (r - ff), 
r„ = 1 + 1.185 s" -1.955s cos (60 ± 6), 
r = 1 + 1.185 8* -1.620 p. 
Quarter-phase, n = 4; 

r, =. 1 + 8" -1.795 8 cos (t -d), 
r-. = I + ^ - 1-795 B cos {45 ± ff), 
r = 1 + 8' -1.620 p. 
Six-phase, n = 6: 

rr-i + 0.889 s> - 1.695 s cos (t - ff), 
r™ = 1 + 0.889 8= - 1.6958C03 (30+ S), 
P = 1 + 0.889 8* -1.62p, 
oe-phase, n = « : 
;.^ = ;-, = r - 1 + 0.810 s* - 1.62 8 cos'ff 

= 1 + 0.810 s' -1.62 p. 
Choosing p = 1,04, that is, assuming 4 per cent loss in friction 
aad windage, core loss and field excitation, — the I'r loss of the 
armature is not included in p, as it is represented by a drop of 
direct-current voltage below that corresponding to the alternat- 
ing voltage, and not by an increase of the alternating current 
over that corresponding to the direct current — we get, for dif- 
ferent phase angles from ff = deg. to ff = 60 deg., the values 
ffvea below: 

0-0 10 20 30 40 60 60 

t - -E- _ 1.04 1.056 1.108 1.20 1.36 1.62 2.0S 



'" - 

power cur. 

tan tf- 

Three-phase: 

[ 1.26 
Tm'-I 

r- 0.60 



0.60 


0.S7a 


J.24 


!.80 


0.577 


0.839 


1.192 


1.732 


2.70 


3.65 


619 


8.16 


0.68 


0.70 


0.99 


2.06 


1.02 


1.61 


2.43 


4.45 
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Quarter-phaw 






7n. - 


076 


1.02 


Tm'- 




0.55 


r- 


0.40 


0.43 


Six-phaae: 






7«- 


0,44 


0.62 


Tm' — 




0.31 



2.64 


3.87 


6.30 


0.42 


0.73 


1.71 


1.16 


l.H 


3.64 


1.S6 


2.85 


435 


0.38 


0.75 


1.79 



0.24 0.2S 

r - 0.28 0.31 0.41 0.60 0.97 1.65 3.17 

7„_T«'- r- 0.20 0.22 0.32 0.49 0.82 1.45 2.82 

120. The values are shown graphically in Figs. 171 and 172, 

... , a reactive current , . , .■ . 

with tan fl - — - — - as abecissas, and rm as ordinates 

enei^ current 

in Fig. 171, r as ordinates in Fig. 172. 

As seen, with increasing phase displacement, irrespecUvely 
whether lag or lead, the average as well as the maximum arma- 
ture heating very greatly increases. This shows the necessity 
of keeping the power-factor near unity at full load and overload, 
and when applied to phase control of the voltage by converter, 
means that the shunt field of the converter should be adjusted so 
as to give a considerable lag^ng current at no load, so that the 
current comes into phase with the voltage at about full load. 
It therefore is very objectionable in this case to adjust the con- 
verter for minimum current at no load, as occasionally done by 
ignorant engineers, since such wrong adjustment would give con- 
siderable leading current at load, and therewith unnecessary 
armature heating. 

It must be considered, however, that above values are referred 
to the direct-current output, and with increase of phase angle 
the alternating-current input, at the same output, increases, 
and the heating increases with the square of the current. Thus 
at 60 deg. lag or lead, the power-factor is 0.5, and the alternating- 
current input thus twice as great as at unity power-factor, corre- 
sponding to four times the heating. It is interesting therefore 
to refer the armature heating to the alternating-current input, 
that is, compare the heating of the converter with that of a 
synchronous motor of the same alternating-current input. This 
is ^ven by p 
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and, for p = 1.04, pves the following values: 

«=■ 10 20 30 40 50 60 

tan 5= 0.176 0.364 0.577 0.839 1.192 14.32 
Three-phase: 

r, = 0.555 0.57 0.63 0.71 0.82 0.93 1.03 
Quarter-phase: 

r, = 0.37 0.385 0.44 0.52 0.03 0.74 0.84 
Six-phase: 

r, = 0.26 0.28 0.335 0.42 0.52 0.63 0.73 
QO -phase: 

r, - 0.185 0.197 0.26 0.34 0.44 0.55 0.65 

It is seen that, compared with the total alternating-current 
input, the annature heating increases much less with increasing 
phase displacement, and is almost always much lower than the 
heating of the same machine at the same input and phase an^e, 
when running a synchronous motor, as shown in Fig. 173. 



Fig. 173. Average Pr Heating m Converter Armature Expressed in 
Per Cent of Synchronous Motor Ih- Heating at the Same Power- 
Factor 

V. Armature ReactioD. 

121. The annature reaction of the polyphase converter is the 
resultant of the armature reactions of the machine as direct- ' 
current generator and as synchronous motor. If the com- 
mutator brushes are set at nght angles to the field poles or 
without lead or lag, as is usually done in converters, the direct- 
current armature reaction consists in a polarization in quadra- 
ture behind the field magnetism. The armature reaction due 
to the power component of the alternating current in a synchro- 
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nous motor consists of a polarization in quadrature ahead of 
the field magnetism, which is opposite to the annature reaction 
as direct-current generator. 

Let m = total number of turns on the bipolar armature or per 
pair of poles of an Ti-phase converter, / = direct current, then the 

nmnber of turns in series between the brushes = — , hence the 

total annature amfrere-tums, or polarizatioo, = — . Since, how- 
ever, these ampere-turns are not unidirectional, but distributed 
over the whole surface of the armature, their resultant is 



(or direct-current generator) armature. 

In an n-phase converter the number of turns per phase 

The current per phase, or current between two adjacent leads 
(ring current), is ,- 



hence, the ampere-tuma per phase, 

ml' V^ ml 



These ampere-turns are distributed over - of the cireumference 
n 

of the armature, and their resultant is thus 



- avg. cos i 



and, since 
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we have 

5, = = resultant polarization, 

in effective ampere-tums of one phase of the converter. 

The resultant m.ni.f. of n- equal m.m.f3. of effective value of 
!F„ thus maximum value of 7,v^, acting under equal angles 



Let ffi= EFjV^ sin! 6 1 = one of the m.mJs. of phase 



zero point of one of the m.m.fs. 5, is taken as zero point 
of time 8, and the direction of this m.m.f. as zero point of direc- 
tion T. 
The resultant m.m.f. in any direction r is thus 

= ..v^i;.sin(.-^)cos(.-^) 
.'^X^{sin(...-ii=).sin(.-,) 

= -^ r^isml^" + T - — j+nsm{C-r) , 
and, since 



we have 



PH'^'-'-^y 



that is, the resultant m.m.f. in any direction r has the phase 

6 = z, 
and the intenaty, 
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thus revolves in space with uniform velocity and constant in- 
tensity, in synchronism with the frequency of the alternating 
current. 

Since in the converter, 

' im 
we have 



the resultant m.m.f. of the power component of the alternating 
current in the n-phase converter. 

This m.m.f. revolves synchronously in the armature of the 
converter; and since the armature rotates at synchronism, the 
resultant m.m.f. stands still in space, or, with regard to the field 
poles, in opposition to the direct-current polarization. Since 
it is equal thereto, it follows that the resultant armature reac- 
tions of the direct current and of the corresponding power 
component of the alternating current in the synchronous con- 
verter are equal and opposite, thus neutralize each other, and 
the resultant armature polarization equals zero. The same is 
obviously the case in an inverted converter, that is, a machine 
changing from direct to alternating current. 

122. The conditions in a single-phase converter are different, 
however. At the moment when the alternating current = 0, 
the full direct-current reaction exists. At the moment when 
the alternating current is a maximum, the reaction is the differ- 
ence between that of the alternating and of the direct current; 
and since the maximum alternating current in the single-phase 
converter equals twice the direct current, at this moment the 
resultant armature reaction is equal but opposite to the direct- 
current reaction. 

Hence, the armature reaction oscillates with twice the fre- 
quency of the alternating current, and with full intensity, and 
since it is in quadrature with the field excitation, tends to shift 
the magnetic flux rapidly across the field poles, and thereby 
tends to cause sparking and power losses. This oscillating 
reaction is, however, reduced by the damping effect of the 
magnetic field structure. It is somewhat less in the two-circuit 
single-phase converter. 
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Since in consequence hereof the commutation of the single- 
phase converter is not as good as that of the polyphase con- 
verter, in the former usually voltage commutation has to be 
resorted to; that is, a commutating pole used, or the brushes 
shifted from the position mid-way between the field poles; and 
in the latter case the continuous-current ampere-tums inclosed 
by twice the angle of lead of the brushes act as a demagnetizing 
armature reaction, and require a corresponding increase of the 
field excitation under load. 

123. Since the resultant m^n armature reactions neutralize 
each other in the polyphase converter, there remain only — 

1. The armature reaction due to the small power component 
of current required to rotate the machine, that is, to cover the 
internal losses of power, which is in quadrature with the held 
excitation or distorting, but of negligible magnitude. 

2. The armature reaction due to the wattless component of 
alternating current where such exists. 

3. An effect of oscillating nature, which may be called a 
higher harmonic of armature reaction. 

The direct current, as rectangular alternating current in the 
armature, changes in phase from coil to coil, while the alternating 
current is the same in a whole section of the armature between 
adjacent leads. 

Thus while the resultant reactions neutralize, a local effect 
remains which in its relation to the magnetic field oscillates 
with a period equal to the time of motion of the armature throu^ 
the angle between adjacent alternating leads; that is, double 
frequency in a single-phase converter (in which it is equal in 
magnitude to the direct-current reaction, and is the oscillating 
armature reaction discussed above), sextuple frequency in a 
three-phase converter, and quadruple frequency in a four- 
phase converter. 

The amplitude of this oscillation in a polyphase converter is 
small, and its influence upon the magnetic field is usually neg- 
ligible, due to the damping effect of the field spools, which act 
like a short-circuited winding for an oscillation of magnetism. 

A polyphase converter on unbalanced circuit can be con- 
sidered as a combination of a balanced polyphase and a single- 
phase converter; and since even single-phase converters operate 
quite satisfactorily, the effect of unbalanced circuits on the 
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polyphase converter is comparatively small, within reasonable 
limits. 

Since the armature reaction of the direct current and of the 
alternating current in the converter neutralize each other, no 
change of field excitation is required in the converter with 
changes of load. 

Furthermore, while in a direct-current generator the arma- 
ture reaction at given field strength is limital by the distortion 
of the field caused thereby, this limitation does not exist in a 
converter; and a much greater armature reaction can be safely 
used in converters than in direct-current generators, the dis- 
tortion being absent in the former. 

The practical limit of overload capacity of a converter is usu- 
ally far higher than in a direct-current generator, since the arma- 
ture heating is relatively small, and since the distortion of field, 
which causes sparking on the commutator under overloads in a 
directr-current generator, ia absent in a converter. 

The theoretical limit of overload — that is, the overload at 
which the converter as synchronous motor drops out of step 
and comes to a standstill — is usually far beyond reach at 
steady frequency and constant impressed alternating voltage, 
while on an alternating circuit of pulsating frequency or droop- 
ing voltage it obviously depends upon the amplitude and period 
of the pulsation of frequency or on the drop of voltage. 

VI. Reactive Currents and Compounding. 

124. Since the polarization due to the power component of 
the alternating current as synchronous motor is in quadrature 
ahead of the field magnetization, the polarization or magnetizing 
efTcct of the lagging component of alternating current is in 
phase, that of the leading component of alternating current in 
opposition to the field magnetization; that is, in the converter 
no magnetic distortion exists, and no annature reaction at all 
if the current is in phase with the impressed c.m.f., while the 
armature reaction is demagnetizing with a leading and mag- 
netizing with a lagging current. 

Thus if the alternating current is lag^ng, the field excitation 
at the same impressed e.m.f. has to be lower, and if the alter- 
nating current is leading, the field excitation has to be higher, 
than required with the alternating current in phase with the 
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e.m.f. Inversely, by raising the field excitation a leading 
current, or by lowering it a lagging current, can be produced in 
a converter (and in a synchronous motor). 

Since the alternating current can be made magnetizing or 
demagnetizing according to the field excitation, at constant 
impressed alternating voltage, the field excitation of the con- 
verter can be varied through a wide range without noticeably 
affecting the voltage at the commutator brushes; and in con- 
verters of high armature reaction and relatively weak field, full 
load and overload can be carried by the machine without any 
field excitation whatever, that is, by exciting the field by armature 
reaction by the lagging alternating current. Such convertcis 
without field excitation, or reaction converters, must always run 
with more or less lagging current, that is, ^ve the same reaction 
on the line as induction motors, which, as known, ait far more 
objectionable than synchronous motors in their reaction on the 
alternating system, and therefore they are no longer used. 

Conversely, however, at constant impressed alternating volt- 
age the direct-current voltage of a converter cannot be varied 
by varying the field excitation (except by the very small amount 
due to the change of the ratio of conversion), but a change of 
field excitation merely produces wattless currents, lagging or 
magnetizing with a decrease, leading or demagnetizing with an 
increase of field excitation. Thus to vary the continuous- 
current voltage of a converter usually the impressed alternating 
voltage has to be varied. This can be done either by potential 
regulator or compensator, that is, transformers of variable ratio 
of transformation, or by the effect of wattless currents on self- 
inductance. The latter method is especially suited for con- 
verters, due to their ability of producing wattless currents by 
change of field excitation. 

The e.m.f, of setf-inductance lags 90 dcg, behind the current; 
thus, if the current is lagging 90 deg. behind the impressed e.m.f., 
the e.m.f. of self-inductance is 180 deg, behind, or in opposition 
to, the impressed e.m.f., and thus reduces it. If the current is 
90 deg. ahead of the e.m.f., the e.m.f. of self-inductance is in 
phase with the impressed e.m.f., thus adds itself thereto and 
raises it. Therefore, if self-inductance is inserted into the lines 
between converter and constant-potential generator, and a watt- 
less lagging current is produced by the converter by a decrease 
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of its field excitation, the cm.f. of self-inductaoce of this lagging 
current In the line lowers the alternating impressed voltage at 
the converter and thus its direct-current voltage; and if a watt- 
less leading current is produced by the converter by an increase 
of its field excitation, the e.m.f. of self-inductance of this leading 
current raises the impressed alternating voltage at the converter 
and thus its direct-current voltage. 

125. In this manner, by self-inductance in the lines leading to 
the converter, ita voltage can be varied by a change of field 
excitation, or conversely its voltage maintained constant at 
constant generator voltage or even constant generator excita- 
tion, with increasing load and thus increasing resistance drop 
in the line; or the voltage can even be increasol with increasing 
load, that is, the system over-compounded. 

The change of field excitation of the converter with changes 
of load can be made automatic by the combination of shunt and 
series field, and in this manner a converter can be compounded 
or even over-compounded similarly to a direct-current generator. 
While the effect is the same, the action, however, is different; 
and the compounding takes place not in the machine as with a 
direct-current generator, but in the alternating lines leading to 
the machine, in which self-inductance becomes essential. 

As the reactance of the transmission line is rarely sufficient 
to give phase control over a wide range without excessive reac- 
tive currents, it is customary, especially at 25 cycles, to insert 
reactive coils into the leads between the converter and its step- 
down transformers, in those cases in which automatic phase 
control by converter scries fields is desired, as in power trans- 
mission for suburban and interurban railways, etc. Usually 
these reactive coils are designe<l to give at full-load current a 
reactance voltage equal to about 15 per cent of the converter 
supply voltage, and therefore capable of taking care of about 
10 per cent line drop at good power factors. 

VII. Variable Ratio Converters (" Split Pole ") Converters. 

126. With a sine wave of alternating voltage, and the com- 
mutator brushes set at the magnetic neutral, that Is, at right 
angles to the resultant magnetic flux, the direct voltage of a 
converter is constant at constant imprcssal alternating voltage. 
It equals the maximum value of the alternating voltage between 
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two diametrically opposite points of the commutator, or "dia- 
metrical voltage, " and the diametrical voltage is twice the voltage 
between alternating lead and neutral, or star or Y voltage of 
the polyphase system. 

A change of the direct voltage, at conatant impressed alter- 
nating voltage, can be produced — 

Either by changing the position angle between the commu- 
tator brushes and the resultant magnetic flux, so that the direct 
voltage between the brushes is not the maximum diametrical 
alternating voltage but only a part thereof. 

Or by changiDg the maximum diametrical alternating voltage, 
at constant effective impressed voltage, by wave-shape distortion 
by the superposition of higher harmonics. 

In the former case, only a reduction of the direct voltage 
below the normal value can be produced, while in the latter 
case an increase as well as a reduction can be produced, an 
increase if the higher harmonics arc in phase, and a reduction 
if the higher harmonics are in opposition to the fundamental 
wave of the diametrical or Y voltage. 

A. Variable Ratio by a Change op the Position Angle 
BETWEEN Commutator Brushes and Resultant Mag- 
netic Flux. 

127. Let, in the commutating machine shown diametrically 
in Fig. 174, the potential difference, or alternating voltage 
between one point a of the armature winding and the neutral 
(that is, the Y voltage, or half the diametrical voltage), be 
represented by the sine wave, Fig. 176. This potential differ- 
once is a maximum, e, when a stands at the magnetic neutral, 
at A or B. 

If, therefore, the brushes are located at the magnetic neutral, 
A and B, the voltage between the brushes is the potential 
difference between A and B, or twice the maximum Y voltage, 
2 c, as indicated in Fig. 176. If now the brushes are shifted by 
an angle r to position C and D, Fig. 175, the direct voltage 
between the brushes is the potential difference between C and 
D, or 2 e cos r with a sine wave. Thus, by shifting the brushes 
from the position A, B, at right angles with the magnetic flux, 
to the position E, F, m line with the magnetic flux, any direct 
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voltage between 2 e and can be produced, with the same wave 
of alternating voltage a. 

Ag seen, this variation of direct voltage between its maximum 
value and zero, at constant impressed alternating voltage, is inde- 
pendent of the wave shape, and thus can be produced whether 
the alternating voltage is a sine wave or any other wave. 




Rg. 176. Sine Wave o( 

It is obvious that, instead of shifting the brushes on the com- 
mutator, the magnetic field poles may be shifted, in the opposite 
direction, by the same angle, as shown in Fig, 177, A, B, C. 

Instead of mechanically shifting the field poles, they can be 
shifted electrically, by having each field pole consist of a num- 
ber of sections, and successively reversing the polarity of these 
sections, as shown in Fig. 178, A, B, C, D. 
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Instead of having a large number of field pole sections, 
obviously two sections are sufficient, and the same gradu&l 
change can be brought about by not merely reversing the sec- 
tions but reducing the excitation down to zero and bringing it up 
again in opposite direction, as shown in Fig. 179, A, B, C, D, E. 




fig. 179. E.m.f. VariatioD by Shifting Flux Distribution. 
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In this case, when reducing one section in polarity, the other 
sectioQ must be increased by approximately the same amount, 
to maintain the same alternating voltage. 

When changing the direct voltage by mechanically shifting 
the brushes, as soon as the brushes come under the field pole 
faces, self-inductive sparking on the commutator would result 
if the iron of *,he field poles were not kept away from the brush 
position by having a slot in the field poles, as indicated in dotted 
line in Fig. 175 and Fig. 177, B. With the arrangement in 
Figs. 175 and 177, this is not feasible mechanically, and these 
arrangements are, therefore, unsuitable. It is feasible, how- 




Fig. 180. Variable Ratio or Split-Pole Converter. 



ever, as shown in Figs. 178 and 17B, that is, when shifting the 
resultant magnetic fiux electrically, to leave a commutating 
space between the polar projections of the field at the brushes, as 
shown in Fig, 179, and thus secure as good commutation as in 
any other commutating machine. 

Such a variable-ratio converter, then, comprises an armature 
A, Fig. 180, with the brushes B, B' in fixed position and field 
poles P, P' separated by interpolar spaces C, C of such width as 
required for commutation. Each field pole consists of two parts, 
P and P„ usually of different relative size, separated by a nar- 
row space, Diy, and provided with independent windings. By 
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varying, then, the relative excitation of the two polar sections 
P and P, an effective shift of the resultant field flux and a 
corresponding change of the direct voltage is produced. 

As this method of volt^e variation does not depend upon the 
wave shape, by the design of the field pole faces and the pitch 
of the armature winding the alternating voltage wave can be 
made as near a sine wave as desired. Usually not much atten- 
tion is paid hereto, as experience shows that the usual distributed 
winding of the comniutating machine g^ves a suflSciently close 
approach to sine shape. 

Armature Reaction and Commutation. 

128. With the brushes in quadrature position to the resultant 
magnetic fiux, and at normal voltage ratio, the direct-current 
generator armature reaction of the converter equals the syn- 
chronous motor armature reaction of the power component of the 
alternating current, and at unity power-factor the converter 
thus has no resultant armature reaction, while with a lagging 
or leading current it has the magnetizing or demagnetizing 
reaction of the wattless component of the current. 

If by a shift of the resultant flux from quadrature position 
with the brushes, by angle t, the direct voltage is reduced by 
factor cos z, the direct current and therewith the direct-current 



of conservation of energy the direct-current output must equal 
the alternating-current input (neglecting losses). The direct- 
current armature reaction JF therefore ceases to be equal to the 
armature reaction of the alternating energy current ffg, but is 

greater by factor : 



The alternating-current armature reaction H^, at no phase dis- 
placement, is in quadrature position with the magnetic flux. 
The direct-current armature reaction ff, however, appears in the 
position of the brushes, or shifted against quadrature position 
by angle t; that is, the direct-current armature reaction is not in 
opposition to the alternating-current armature reaction, but 
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differs therefrom by angle r, and so can be resolved into two 
components, a component in opposition to the altematiag-cur- 
rent armature reaction S^, that is, in quadrature position with 
the resultant magnetic Hux, 

ST" = s cos r - 5„ 
that is, equal and opposite to the alternating-current armature 
reaction, and thus neutralizing the same; and a component in 
quadrature position with the altemating-current armature reac- 
tion 9„ or in phase with the resultant magnetic flux, that is, 
magnetizing or demagnetizing, 

5' =■ ff sin r ^ JF, tan r; 
that is, in the variable-ratio converter the alternating-current 
armature reaction at unity power-factor is neutralized by a 
component of the direct-current armature reaction, but a result- 
ant armature reaction JF' remains, in the direction of the result- 
ant magnetic field, that is, shifted by angle (90 — t) against 
the position of brushes. This armature reaction is magnetizing 
or demagnetizing, depending on the direction of the shift of the 
field z. 

It can be resolved into two components, one at right angles ' 
with the brushes, 

^^' = 5' cos r — ff„ sin r, 

and one, in line with the brushes, 

STj' = J' sin T = SF sin'r - ff,, sin t tan r, 
as shown diagrammatically in Figs. 181 and 182. 

There exists thus a resultant armature reaction in the direc- 
tion of the brushes, and thus harmful for commutation, just as 
in the direct-current generator, except that this armature reac- 
tion in the direction of the brushes is only ff/ = S sin"r, that ia, 
sin'r of the value of that of a direct-current generator. 

The value of 5/ can also be derived directly, as the difference 
between the direct-current armature reaction 5 and the com- 
ponent of the alternating-current armature reaction, in the 
direction of the brushes, ff,, cos r, that is, 
5/ = ff — ff, cos T ■= SF (1 — cob't) — ff 8in*T = SFj sin r tan t. 

129. The shift of the resultant magnetic flux, by angle t, 
^vea a component of the m.m.f. of field excitation ff/" - ff/sin t, 
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Fig. 181. Diagram of m.m.fs. in Split-Pole Coovertar. 




Fig, 182. D%gram of m.m.ts, in Split-Pole Converter. 
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(where ff/ = m.m-f. of field excitation), in the direction of the 
commutator brushes, and either in the direction of armature 
reaction, thus interfering with commutation, or in opposition 
to the armature reaction, thus improving commutation. 

If the magnetic flux is shifted in the direction of armature 
rotation, that is, that section of the field pole weakened towards 
which the armature moves, as in Kg. 181, the component 5/' 
of field excitation at the brushes is in the same direction as the 
armature reaction, ff,', thus adds itself thereto and impairs the 
commutation, and such a converter is hardly operative. In this 
case the component of armature reaction, JF', in the direction of 
the field fiux is magnetizing. 

It the magnetic flux is shifted in opposite direction to the 
armature reaction, that is, that section of the field pole weakened 
which the armature conductor leaves, as in Fig. 182, the con> 
ponent 5/' of field excitation at the brushes is in opposite 
direction to the armature reaction ff/, therefore reverses it, if 
sufficiently large, and ^ves a commutating or reversing flux *r, 
that is, improves commutation so that this arrangement is used 
in such converters. In this case, however, the component of 
armature reaction, s', in the direction of the field flux is de- 
magnetizmg, and with increasing Load the field excitation has 
to be increased by S' to maintain constant flux. Such a con- 
verter thus requires compounding, as by a series fieH, to take 
care of the demagnetizing armature reaction. 

If the alternating current is not in phase with the field, but 
lags or Leads, the armature reaction of the lagging or leading 
component of current superimposes upon the resultant arma- 
ture reaction SF', and increases it — with lagging current in Rg. 
181, leading current in Fig. 182 — or decreases it — with lagging 
current in Fig. 182; leading current in Fig. 181 — , and with lag 
of the alternating current, by phase angle fl = r, under the 
conditions of Fig. 182, the total resultant armature reaction 
vanishes, that is, the lagging component of synchronous motor 
armature reaction compensates for the component of the direct- 
current reaction, which is not compensated by the armature reac- 
tion of the power component of the alternating current. It is 
interesting to note that in this case, in regard to heating, out- 
put tnsed thereon, etc., the converter equals that of one of nor- 
mal voltage ratio. ' 
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B. Vahiable Ratio bt Change of Wave Shape op the 
Y Voltage. 

130. If in the converter shown diagrammatically in Fig. 183 
the magnetic flux disposition and the pitch of the armature 
winding are such that the potential difference between the point 
a of the armature and the neutral 0, 
or the Y voltage, is a sine wave, Fig, 
184 A, then the voltage ratio is nor- 
mal. Assume, however, that the 
voltage curve a differs from sine 
shape by tJie Buperposition of some 
higher harmonics : the third harmonic 
in Figs. 184 B and C; the fifth har- 
monic in FigB. 184 D and E. If, then, 
these higher harmonics are in phase 
with the fundamental, that is, their 
maxima coincide, as in Figs. 184 B 
and D, they increase the maximum 
of the alternating voltage, and 

thereby the direct voltage; and if 
Fk. 183. Variable Ratio Con- ,. , . ■ 

\_. '"'"r"™"""™ these harmomcs are m opposition 

verier by Changing Wave ^ ^. , , . , . vT^ ,„. 

Shape of the Y ejn.f. to the fundamental, as m Fi^. 184 

C and E, they decrease the maxi- 
mum alternating and thereby the direct voltage, without appre- 
ciably affecting the effective value of the alternating voltage. 
For instance, a higher harmonic of 30 per ceai of the fundamen- 
tal increases or decreases the direct voltage by 30 per cent, but 
varies the effective alternating voltage only by Vl -j- 0.3* "" 
1.044, or 4.4 per cent. 

The superposition of higher harmorucs thus offers a means of 
increasing as well as decreasing the direct voltage, at constant 
alternating voltage, and without shifting the angle between the 
brush position and resultant magnetic flux. 

Since, however, the terminal voltage of the converter does 
not only depend on the generated e.m.f. of the converter, but 
also on that of the generator, and is a resultant of the two 
e.m.fs. in approximately inverse proportion to the impedances 
from the converter terminals to the two respective generated 
e.ni.fs., for varying the converter ratio only such higher har- 
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monies can be used which may exist in the Y voltage without 

appearing in the converter tenninal voltage or supply voltage. 

In general, in an n-phase system an nth harmonic existing 

in the star or Y voltage does not appear in the ring or delta 




Fig. 184. Superpoeition of Harmonica to Change the e.m.f. Rati 

voltage, as the ring voltage is the combination of two star volt- 
ages displaced in phase by — degrees for the fundamental, and 

thus by 180 degrees, or in opposition, for the nth harmonic. 

Thus, in a three-phase system, the third harmonic can be intro- 
duced into the Y voltage of the converter, as in Figs. 1S4 B and 
C, without affecting or appearing in the delta voltage, so can 
be used for varying the direct-current voltage, while the fifth 
harmonic cannot be used in this way, but would reappear and 
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Fig. 185. Tranaformer Connections for Varying the e.m.f. Ratio by 
Superposition of the Third HarnKmic. 

cause a short-circuit current in the supply voltage, hence should 
he made sufficiently small to be harmless, 

131. The third harmonic thus can be used for varying the 
direct voltage in the three-phase converter diagrammatically 
shown in Fig. 185 A, and also in the six-phase converter with 
double-delta connection, as shown in Fig. 185 B, or double-K 
connection, as shown in Fig. 185 C, since this consists of two 
separate three-phase triangles of voltage supply, and neither 
of them contains the third harmonic. In such a six-phase con- 
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3U 



verier with double-y connection, Fig. 185 C, the two neutrals, 
however, must not be connected together, as the third harmonic 
voltage exists between the neutrals. In the six -phase converter 
with diametrical connections, the third harmonic of the Y voltage 
appeiirs in the terminal voltage, as the diametrical voltage is 
twice the Y voltage. In such a converter, if the primaries of the 
supply transformers are connected in delta, as in Fig. 185 D, the 
third harmonic is shorfr<;ircuited in the primary voltage triangle, 
and thus produces excessive currents, which cause heating and 
interfere with the voltage regulation, therefore, this arrangement 
b not permissible. If, however, the primaries are connected in 
Y, as in Fig. 185 E, and either three separate single-phase trans- 
formers, or a three-phase transformer with three independent 
magnetic circuits, is used, as in Fig. 186, the triple frequency 
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Fig. 186. Shell Type IVansfonner. 

voltages in the primary are in phase with each other between 
the line and the neutral, and thus, with isolated neutral, cannot 
produce any current. With a three-phase transformer as shown 
in Fig. 187, that is, in which the magnetic circuit oE the third 
harmonic is open, triple frequency currents can exist in the 
secondary and this arrangement therefore is not satisfactory. 

In two-phase converters, higher harmonics can be used for 
regulation only if the transformera are connected in such a 
manner that the regulating harmonic, which appears in the 
converter terminal voltage, does not appear in the transformer 
terminals, that is, by the connection analogous to li^gs. 185 E 
and 186. 

Since the direct-voltage regulation of a three-phase or six- 
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phase coDverter of ttus type is produced by the third harmonic, 
the problem is to design the magnetic circuit of the converter 
80 as to produce the maximum third harmonic, the minimum 
fifth and seventh harmonics. 

If 5 -■ interpolar space, thus (1 — g) — pole arc, as fraction 
of pitch, the wave shape of the voltage generated between the 



Fig. 187. Core Tj-pe Transformer. 




Fig. 188. Y e-m-t. Wave. 



point a of a full-pitcli distributed winding — as generally used 
for commutating machines — and the neutral, or the induced Y 
voltage of the system is a triangle with the top cut off for dis- 
tance q, as shown in Fig. 188, when neglecting magnetic spread 
at the pole comers. 

If then e„ = voltage generated per armature turn while in front 
of the field pole (which is proportional to the magnetic density 
in the air gap), m = series turns from brush to brush, the max- 
imum voltage of the wave shown in Fig. 188 is 
B^ = me, (1 -3); 
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developed into a Fourier series, this ^ves, as the equation of the 
voltage wave a, Fig. 188, 



», cos 



(2n- i)q3T 



or, substituting for E^, and denoting 

A 8 me. 

2n-l 

= Alcosq^cosff +-cos33^cos3ff + — cos55^cos5ff 
[ ^ y z Zo z 

+ ^cos79|cos7^ + l 

Thus the third harmonic Js a positive maximum for ? = 0, 
or 100 per cent pole arc, and a negative maximum for q = i, 
or 33.3 per cent pole arc. 

For maximum direct voltage, q should therefore be made as 
small, that is, the pole arc as large, as commutation permits. 
In general, the minimum permissible value of q is about 0,15 
to 0.20. 

The fifth harmonic vanishes for q = 0.20 and q = 0.60, and 
the seventh harmonic for q = 0.143, 0.429, and 0.714, 

For small values of q, the sum of the fifth and seventh har- 
monics is a minimum for about q = 0.18, or 82 per cent pole arc. 
Then for g = 0.18, or 82 per cent pole arc, 

e^ = A {0.960 cos fl + 0.0736 cos 3 fi + 0.0062 cos 5 ff 

- 0.0081 cos 7 tf + . . .} 

= 0.960 A {cos d + 0.0766 cos 3 fl + 0.0065 cos 5 ff 

- 0.0084 cos 7 fl + . . .}; 

that is, the third harmonic is less than 8 per cent, so that not 
much voltage rise can be produced in this manner, while the 
fifth and seventh harmonics together are only 1.3 per cent, thus 
negU^ble. 

132. Better results are given by reversing or at least lowering 
the flux in the center of the field pole. Thus, dividing the pole 
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face into three equal sections, the middle section, of 27 per cent 
pole arc, gives the voltage curve g = 0,73 thus, 

«, = A {0.411 cos i? - 0.1062 cos 3 ^ + 0.0342 cos 5 tf 
-0.0035 cos 7 fl . . .} 
= 0.411 A {cos d - 0.258 cos 3 fl + 0.083 cos 5 ff 
- 0.0085 cos 7 fl . . .}. 

The voltage curves given by reducing the pole center to one- 
half intensity, to zero, reversing it to half intensity, to full 
intensity, and to such intensity that the fundamental disappears, 
then are given by; 

Center part 
of pole 

density. 

(1) fuU,e = e, =0.9G0 A {cos(?+0.077cos3ff 

+0.0065 cos 5 5 -0.0084 cos 7 5 . . .} 

(2) 0.5, e = 6, - 0.5 e, =0.755 A {cos ^+0.168cos3fl 

-0.0144 cos 5 ff -0.0085 cos 7 fl . . .} 

(3) 0, « = e,-e, =0.549A{cosff+0.328cos3tf 

-0.053 cos 5 d -0.084 cos 7 fl . . .} 
(4) -0.5 c = c, -1.5ej =0.344 A {cos*?+0.680cos3i? 

-0.131 cos 5 0-0.0084 cos 7 fi . . .} 
{5)-fuU, e = e,-2e' =0.138 A {cos fl + 2.07 cos 3 fl 

-0.45 cos 5 tf -0.008 cos 7 fl . . .} 
(6) -1.17,e=e,-2.34ej = 0.322A {cos3i?-0.227cos5tf. . .}. 
It is interesting to note that in the last case the fundamen- 
tal frequency disappears and the machine is a generator of 
triple frequency, that is, produces or consumes a frequency 
equal to three times synchronous frequency. In this case the 
seventh harmonic also disappears, and only the fifth is appre- 
ciable, but could he greatly reduced by a different kind oi pole 
are. From above table follows : 

(1) (2) (3) (4) (5) (6) nonnal 

mental alter- U.960 0.755 0.549 0.344 0.138 0.960 

oatiDg volta. ..J 

Dlreitvolt. 1.033 0.883 0.743 0.578 0.423 0.322 0.960 

133- It is seen that a considerable increase of direct voltage 
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beyond the normal ratio involves a sacrifice of output, due to 
the decrease or reversal of a part of the magnetic flux, whereby 
the air-gap section is not fully utilized. Thus it is not advb- 
able to go too far in this direction. 

By the superposition of the third harmonic upon the funda- 
mental wave of the Y voltage, in a converter with three sections 
per pole, thus an increase of direct voltage over its normal 
voltage can be producai by lowering the excitation of the middle 
section and raising that of the outside sections of the field pole, 
and also inversely a decrease of the direct voltage below its 
normal value by raising the excitation of the middle section 
and decreasing that of the outside sections of the field poles; 
that is, in the latter case making the magnetic flux distribution 
at the annature periphery peaked, in the former case by making 
the flux distribution flat topped or even double peaked. 

Armature Reactvm and Commuiatiim. 

134- In such a split-pole converter let p equal ratio of direct 
voltage to that voltage which it would have, with the same 
alternating impressed voltage, at normal voltage ratio, where 
p > 1 represent an over-normal, p < 1 a subnormal direct 
voltage. The direct current, and thereby the direct-current 
armature reaction, then is changed from the value which it 

would have at normal voltage ratio, by the factor ~ , as the 

P 
product of direct volts and amperes must be the same as at 
normal voltage ratio, being equal to the alternating power 
input minus losses. 

With unity power-factor, the direct-current armature reac- 
tion ff in a converter of normal voltage ratio is equal and opposite, 
and thus neutralizetl by the alternating-current armature reac- 
tion ffj, and at a change of voltage ratio from normal, by factor 

p, and thus change of direct current by factor - • The direct- 
current armature reaction thus is 



hence, leaves an uncompensated resultant. 
As the alternating-current annature reaction at unity power- 
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factor is in quadrature with the magnetic flux, and the direct- 
current armature reaction in line with the brushes, and with 
this type of converter the brushes stand at the magnetic neutral, 
that is, at right angles to the magnetic flux, the two armature 
reactions are in the same direction in opposition with each other, 
and thus leave the resultant, in the direction of the commutator 
brushes, 

S' = 5 _ ff^ 

- 5, (1 - p). 

The converter thus haa an armature reaction proportional 
to the deviation of the voltage ratio from normal. 

135. It p > 1, or over-normal direct voltage, the armature 
reaction is negative, or motor reaction, and the magnetic flux 
produced by it at the commutator brushes thus a commutating 
flux. If p < 1, or subnormal direct voltage, the armature 
reaction is positive, that is, the same as in a direct-current gen- 
erator, but less in intensity, and thus the magnetic flux of arma- 
ture reaction tends to impair commutation. In a direct-current 
generator, by shifting the brushes to the edge of the field poles, 
the field flux is used as reveising flux to give commutation. In 
this converter, however, decrease of direct voltage is produced by 
lowering the outside sections of the field poles, and the edge of 
the field may not have a sufficient flux density to give commuta- 
tion, with a considerable decrease of voltage below normal, and 
thus a separate commutating pole is required. Preferably this 
type of converter should be used only for rising the voltage, 
for lowering the voltage the other type, which operates by a 
shift of the resultant flux, and so gives a component of the main 
field flux as commutating flux, should be used, or a combination 
of both types. 

With a polar construction consisting of three sections, this 
can be done by having the middle section at low, the outside 
sections at high excitation for maximum voltage, and, to de- 
crease the voltage, raise the excitation of the center section, but 
instead of lowering both outside sections, leave the section in the 
direction of the armature rotation unchanged, while lowering 
the other outside section twice as much, and thus produce, in 
addition to the change of wave shape, a shift of the flux, as 
represented by the scheme Fig. 189. 
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Where the required voltage range above normal is not greater 
than can be produced by the third hannonic of a large pole are 

Fig. ISO. Three-SectioD Pole for Variable Ratio Converter. 

ll ^ LljI ' L I — II I ^ L^ 

Fig. 190. Two-SectioD Pde for Variable Ratio Converter. 

with uniform density, this combination of volt^e regulation 
by both methods can be carried out with two sections of the 
field poles, of which the one (towards which the armature moves) 
is greater than the other, as shown in Fig. 190, and the variation 
then is as follows; 

Magnetic Density. 

Pole section 1 2 1' 2' 

Max. voltage + « + « -tB-(B 

+ ^(& + na - h <& -H.ffl 

li(B o' -14® 

Min. voltage - JOS + 1|(B + i (B - 1} OS 

Heating and Rating. 
136. The distribution of current in the armature conductors 
of the variable-ratio converter, the wave fonn ot the actual 
or differential current in the conductors, and the effect ot the 
wattless current thereon, are determined in the same manner as 
in the standard converter, and from them are calculated the local 
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heating in the individual armature turns and the mean armature 
heating. 

In an n-phase converter of normal voltage ratio, let E^-- 
direct voltage; /„ = direct current; E" =■ alternating voltage 
between adjacent collector rings {ring voltage), and P — alter- 
nating current between adjacent collector rings (ring current); 
then, as seen in the preceding, 

E„ sin - 

and as by the law of conservation of energy, the output must 
equal the input, when neglecting losses, 



„sin- (2) 

where /• is the power component of the current corresponding 
to the direct-current output. 

The voltage ratio of a converter can be varied — 

(a.) By the superposition of a thinl harmonic upon the 
star voltage, or diametrical voltage, which does not appear in 
the ring voltage, or voltage between the collector rings of the 
converter. 

(b.) By shifting the direction of the magnetic flux. 

(a) can be used for rmsing the direct voltage as well as for 
lowering it, but is used almost always for the former purpose, 
since when using this method for lowering the direct voltage 
commutation is impaired. 

(fe) can be used only for lowering the direct voltage. 

It is possible, by proportioning the relative amoimts by which 
the two methods contribute to the regulation of the voltage, 
to maintain a proper commutating field at the brushes for all 
loads and voltages. Where, however, this is not done, the 
brushes are shifted to the edge of the next field pole, and into 
the fringe of its field, thus deriving the commutating field. 

137. In such a variable-ratio converter let, then, t = intensity 
of the third harmonic, or rather of that component of it which 
is in line with the direct-current brushes, and thus does the 
voltage regulation, as fraction of the fundamental wave, t is 
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chosen as positive if the third hanaonic increases the maximum 
of the fundamental wave (wide pole arc) and thus raises the 
direct voltage, and negative when lowering the maximum of 
the fundamental and therewith the direct voltage (narrow pole 
arc). 

pt = loss of power in the converter, which is supplied by the 
current (friction and core loss) as fraction of the alternating 
input (assumed as 4 per cent in the numerical example). 

71, = angle of brush shift on the commutator, counted positive 
in the direction of rotation. 

ff, = angle of time lag of the alternating current (thus negative 
for lead). 

T-a = angle of shift of the resultant field from the position at 
right angles to the mechanical neutral (or middle between the 
pole comers of main poles and auxiliary poles), counted poative 
in the direction opposite to the direction of annature rotation, 
that is, positive in that direction in whicli the field flux has been 
shifted to get good commutation, as discussed in the preceding 
article. 

Due to the third harmonic t, and the angle of shift of the field 
flux, To, the voltage ratio differs from the normal by the factor 

(1 + cos T„, 
and the ring voltage of the converter thus is 



hence, by (I), 



( 1 + cos To ' 



(4) 



-v^ (1+0 cos To 

and the power component of the ring current corresponding to 
the direcUcurrent output thus is, when negelecting losses, from 
<2). /' - ;• (1 + () cos I, 

7. V2 (1 + 1) cos T. 

~ ~ C5) 

nsm " 

Due to the loss ft in the converter, this current is increased by 
(1 + pO in a direct converter, or decreased by the factor 
(1 — Vi) ill *" inverted converter. 
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The power componenl of the alternating currant thus is 

J n/2 (1 + i) (1 + W) CM t. 



(8) 



where pt may tie considerwj as negative in an inverted converter. 
Witii the angle of lag d„ the reactive comportent of the current 
■^ 7,-7, tans,, 

and the total aitemaiing ring current is 

'-- V 
COS 6 J 

^ /,V^(l+0(l + p,)co8ti. ^ (7) 

n ain - cos 6, 
n 

or, introducing for simplicity the abbreviation 

. {l+l){\+pdC0ST, ... 

*" costf, ' ^^' 

it is 

I.M^. (9) 



138. Let, in Fig. 191, A'OA represent the center line of the 
magnetic field structure. 

The resultant magnetic field flux 0^ then leads OA by angle 
ifOA = r,. 

The resultant m.m. f. of the alternating power current /, is 0/„ 
at right angles to 0<&, and the resultant m.m.f. of the alternating 
reactive current /, is 01^, in opposition to 0*, while the total 
alternating current / is 01, lagging by angle ff, behind 0/,. 

The m.m.f. of direct-current armature reaction is in the direc- 
tion of the brushes, thus lag^ng by angle n behind the position 
OB, where BOA = 90 deg., and ffven by OT^. 

The angle by which the direct-current m.m.f. 01^ lags in space 
behind the total alternating m.m.f. 01 thus is, by Fig. 191, 

>■<. = *.- Ta - tft. (10) 



DgitzedbvGoOgle 



SYNCHRONOUS CONVERTERS. S21 

If the alternating m.m.f. in a converter coincides with the 
direct-current m.m.f., the alternating current and the direct cur- 
rent are in phase with each other in the armature coil midway 



Fig, 191. DisKrom of Variable Ratio Converter. 

between adjacent collector rings, and the current heating thus 
a minimum in this coil. 

Due to the lag in space, by angle t„ of the direct-current 
m.m.f. behind the alternating current m.m.f,, the reversal of the 



■^ 



r 



7 



Fig. 192. AltematiDg and Direct Current in a Coil Midwajr between 
Adjacent Collector Leads. 

direct current is reached in time before the reversal of the alter- 
nating current in the armature coil; that is, the alternating 
current la^ behind the direct current by angle (?„ = y, in the 
armature coil midway between adjacent collector leads, aa 
shown by Fig. 192, and in an armature coil displaced by angle r 
from the middle position between adjacent collector leads the 
alternating current thus la^ behind the direct current by angle 
(t + S,), where t is counted positive in the direction of armature 
rotation (Fig. 193). 
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The alternating current in armature coil r thus can be ex- 
pressed by ^ 

■^ 1= /V2 sin (fl -T -(?,),■ (11) 

hence, substituting (9), 



- sin (tf - 



9,). 



(12) 




Fig. 193. Alternating and Direct Current in a Coil at the Angle r from 
the Middle Poaition, 



to the alternating current i, the resultant current in the amnar- 
ture coil T b 



2 

/J 4ife . 

nsin- 
l n 



-8J-1 



(13) 



(9-r-«.)-l| 



(14) 



and the ratio of heating, of the resultant current t, compared 
with the current r* of the same machine as direct-current gen- 
erator of the same output, thus is 

Averaging (14) over one half-wave gives the relative heating 
of the armature coil t as 

rr=~ T'ttV.'^^^- r"l'-^sin(fl-T -ffJ-llV (15) 
'J. (I) 'J. j„si„^ ) 
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Integrated, this ^ves 

r, = ^^ + I 16 fc cos (t + g.) 

n*8in'- mtsin- 

n n 

139. Herefrom follows the local heating in any armature 

coil T, in the coila adjacent to the leads by substituting t - ± - , 

n 
and also follows the average armature heating by avera^ng 

r, from t = — -tor=+-. 
n n 

The average armature heating of the n-phase converter there- 
fore is , 



or, integrated, g u 



(17) 



This is the same expression as found for the average armature 
heating of a converter of normal voltage ratio, when operating 
with an an^e of lag d^ of the alternating current, where k denotes 
the ratio of the totai alternating current to the alternating 
power current corresponding to the direct-current output. 

In an n-phase variable ratio converter (split-pole converter), 
the average armature heating thus is given by 



. (l+0(l + p,)cosr„ 

*" COS*?. ' ^^^ 

e^ = e,-Ta-Tb; (10) 

and t — ratio of third harmonic to fundamental alternating 
voltage wave; pt = ratio of loss to output; tf, = angle of lag of 
alternating current; To = angle of shift of the resultant mag- 
netic field in opposition to the armature rotation, and r^ = angle 
of shift of the brushes in the direction of the armature rotation. 



DgitzedbvGoOgle 



(20) 



324 ELEMENTS OF ELECTRICAL ENGINEERING. 

140. For a tkree-phase converter, equation (18) ^ves (n = 3) 

"■=¥+'-"'""«"'" 1 (19) 

= 1.185 f + I - 1.621 A; cos fl„. | 
For a six-phase converter, equation (18) gives (n ■= 6) 

r =-^-1- 1- 1.621 ifc COS e; ] 

= 0.889 Ic' + 1- 1.621 k cos fl„. I 
For a converter of normal voltage ratio, 
( - 0, Ta = 0, 

using no brush shift, 

rfc = 0; 
when neglecting the losses, 

Pi = 0, 
it is - 

I. _ * 



and equations (19) and (20) assume the form: 
Three-phase: 1 iS'; 



Six-phase: n 00a 

r = ^^ - 0.621. 
cos' P, 

The equation (18) is the most general equation of the relative 
heating of the synchronous converter, including phase displace- 
ment ff„ losses Pi, shift of brushes Tt, shift of the resultant mag- 
netic flux To, and the third harmonic (. 

While in a converter of standard or normal ratio the armature 
heating is a minimum for unity power-factor, this is not in gen- 
eral the case, but the heating may be considerably less at same 
lagging current, more at leading current, than at unity power- 
factor, and inversely. 

141. It is interesting therefore to determine under which con- 
ditions of phase displacement the armature heating is a minimum 
so as to use these conditions as far as possible and avoid con- 
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ditions differing very greatly therefrom, as in the latter case 

the armature heating may become excessive. 

Substituting for k and d^ from equations (8) and (10) into 

equation (18) ffves 

r-1 I 8(l+0*a+pt)'cos'i^ 

n' sin' -cos' 0, 
n 

' 16 (1 + (1 + P,) cos Ta COa fg, - T-a - fj) „Q^ 

7^ COS 6, ' ^^^^ 

Substituting 

- sin - = m, (20) 
n n 

which 13 a constant of the converter type, and is for a three- 
phase converter, m, = 0.744; for a six-phase converter, m^ = 
0.955 and rearranging, gives 

r-1 I ^ (l+0'(l+Pi)'co8'Ta 

IJ*^'*' ') ^^+ Pi) cos ra cos (ra+ rj) 

+ |a±l)Ml±&)i£^iL-tan*e^ 

-^(H-0(H-p()coRr„sin(ra + Ti)taafl,. (21) 

r is a minimum for the value 0, of the phase displacement, 
given by 

(i tan 6, 
and this gives, differentiated, 

m'sin(r.+ n) . ,„> 

'""''■ (l + l)(l+p,)0OST. <^' 

Equation (22) gives the phase angle tfj, for which, at ^ven 
fa, Tb, t and pi, the armature heating becomes a minimum. 

Neglecting the losses pt, if the brushes are not shifted, r^ = 0, 
and no third harmonic exists, t = 0, 

tan $j = m* tan To, 
where m' = 0.544 for a three-phase, 0.912 for a six-phase con- 
verter. 
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For a six-phase converter it thus is approximately ff,' = t^, 
that is, the heating of the armature is a miDimum if the alter- 
nating current tags by the same angle (or nearly the same angle) 
as the magnetic flux is shifted for voltage regulation. 

From equation (22) it follows that energy losses in the con- 
verter reduce the lag ff, required for minimum heating; brush 
shift increases the required lag; a third harmonic, t, decreases 
the required lag if additional, and increases it if subtractive. 

Substituting (22) into (21) gives the minimum armature heat- 
ing of the converter, which can be produced by choosing Uie 
proper phase angle i?, for the alternating current. It is then, after 
some transpOBttions, 

COS r„ COS (ta -I- Tb) — m' sin' (ra + rj) > 

_ j_8m: j ,_|-a±0a+E)coL5_e„,(^ + ^)J| (23) 

The term r^, contains the constants (, pi, t^, t^ only in the 
square under the bracket and thus becomes a minimum if this 
square vanishes, that is, if between the quantities t, pi, r,, r^ 
such relations exists that 



(1 + t) (1 -I- fi) c 



-COS(Ta + tt)=0. (24) 



142. Of the quantities t, pi, Tq, r^; pt and r^ are determined 
by the machine design, t and rg, however, are equivalent to 
each other, that is, the voltage regulation can be accomplished 
either by the flux shift ta or by the third harmonic (, or by both, 
and in the latter case can be divided between t^ and t so as to 
ff.ye any desired relations between them. 
Equation (24) gives 

( = 1 _ "t* cos (t„ + tfc) ^ ,25j 

(1 + pi cos T«) ' 
and by choosing the third harmonic t as function of the angle of 
flux shift To, by equation (25), the converter heating becomes a 
minimum, and is o i 

r^o = 1-^; (26) 
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hence, r^" = 0.551 for & three-phase converter, (27) 

r,» = 0.261 for a six-phase converter. (28) 

Substituting (25) into (22) ^ves 

tan $f — tan (to+ r^); 

I?, = To + Tj; (29) 

or, in other words, the converter gives minimum heating r," if 
the angle of lag 9^ equals the sum of the angle of flux shift ta and 
of brush shift t^. 

It follows herefrom that, regardless of the losses, pi, of the 
brush shift r^, and of the amount of voltage T^ulation required, 
that is, at normal voltage ratio as well as any other ratio, the 
same minimum converter heating r^j' can be secured by dividing 
the voltage regulation between the angle of fiux shift ra and 
the third harmonic t in the manner as given by equation (25), 
and operating at a phase angle between alternating current and 
voltage equal to the sum of the angles of flux shift t^ and of brush 
shift zh'i that is, the heating tif the split-pole converter can be 
made the same as that of the standard converter of normal 
voltage ratio. 

Choosing pi — 0.04, or 4 per cent loss of current, equaUoa 
(25) ^ves, for the three-phase and for the six-phase converter; 

(a) no brush shift (t^ = 0) : 

'■■-"•*"'■! (301 

(.•- 0.123; S ™ 

that is, in the three-phase converter this would require a third 
harmonic of 46.7 per cent, which is hardly feasible; in the six- 
phase converter it requires a third harmonic of 12.3 per cent, 
which is quite feasible. 

(b) 20 deg. brush shift (n = 20) ; 
S (r, + Tft) 1 



■ 1-0.533- 

cos Ta I 

■ 1-0.877 °"' '"•+ "' ; 



(31) 



" 0, or no flux shift, this gives 
(~- 0.500,) 
i,"= 0.176. i 

cos (ra + Tb) 



\ (32) 

< 1 for brush shift in the direction of 
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armature rotation, it follows that shifting the brushes increases 
the third hannonic required to carry out the voltage regulation 
without increase of converter heating, and thus ia undesirable. 

It is seen that the third harmonic, t, does not change much 
with the Sux ahift t,. but remains approximately constant, and 
positive, that is, voltage r^ing. 

It follows herefrom that the most economical arrangement 
regarding converter heating is to use in the six-phase converter 
a third harmonic of about 17 per cent to 18 per cent for nusing 
the voltage (that is, a very latge pole arc), and then do the regula- 
tion by shifting the flux, by the angle Tq, without greatly reduc- 
ing the third harmonic, that is, keep a wide pole arc excited. 

As in a three-phase converter the required third hariDonic is 
impracticably high, it follows that for variable voltage ratio the 
six-phase converter is preferable, because its armature heating 
can be maintcdned nearer the theoretical minimum by propor- 
tioning t and Td. 

VIII. Starting. 

143. The polyphase converter is self-starting from rest; that 
is, when connected across the polyphase circuit it starts, acceler- 
ates, and runs up to complete synchronism. The c.m.f. between 
the commutator brushes is alternating in starting, with the fre- 
quency of slip below synchronism. Thus a direct-current volt- 
meter or incandescent lamps connected across the commutator 
brushes indicate by their beats the approach of the converter to 
synchronism. When starting, the field circuit of the converter 
has to be opened or at least greatly weakened. The starting 
of the polyphase converter is largely a hysteresis effect and 
entirely so in machines with laminated field poles, while in ma- 
chines with BDJid magnet poles or with a short-circuited winding 
(squirrel-cage) in the field poles, secondary currents in the latter 
contribute to the starting torque, but at the same time reduce 
the magnetic starting flux by their demagnetizing effect. The 
torque is produced by the attraction between the alternating 
currents of the successive phases upon the remanent magnetism 
and secondary currents produced by the preceding phase. It 
is necessarily comparatively weak, and from full-load to twice 
full-load current at from one-third to one-half of full voltage is 
required to start from rest without load. For larger converteis. 
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low-voltage taps on the transformers are used to give the lower 
starting voltage. 

While an induction motor can never reach exact synchronism, 
but must even at no-load slip slightly to produce the friction 
torque, the converter or synchronous motor reaches exact syn- 
chronism, due to the difference of the magnetic reluctance in the 
direction of the field poles and in the direction in electrics) 
quadrature thereto; that is, the field structure acts hkc a shuttle 
armature and the polar projections catch with the rotating 
magnet poles in the armature, in a similar way as an induction 
motor armature with a single short-circuited coil (synchronous 
induction motor, reaction machine) drops into step. Obviously, 
the single-phase converter is not self-starting. 

At the moment of starting, the field circuit of the converter is 
in the position of a secondary to the armature circuit as primary; 
and since in general the number of field t.ums is very much larger 
than the number of armature turns, excessive e.m.fs. may be 
generated in the field circuit, reaching frequently 4000 to 6000 
volts, which have to be taken care of by some means, as by 
breaking the field circuit into sections. As soon as synchronism 
is reached, which usually takes from a few seconds to a minute 
or more, and is seen by the appearance of continuous voltage at 
the commutator brushes, the field circuit is closed and the load 
put on the converter. Obviously, while starting, the direct- 
current side of the converter must be open-circuited, since the 
e.m.f. between commutator brushes is alternating until syn- 
chronism is reached. 

When starting from the alternating side, the converter can 
drop into synchronism at either polarity; but its polarity can be 
reversed by strongly exciting the field in the right direction by 
some outside source, as another converter, etc., or by momen- 
tarily opening the circuit and thereby letting the converter slip 
one pole. 

Since when starting from the alternating side the converter 
requires a very large and, at the same time, lagging current, it 
is occasionally preferable to start it from the direct-current side 
as direct-current motor. This can be done when connected to 
storage battery or direct-current generator. When feeding into 
a direct-current sj^tem together with other converters or con- 
verter stations, alt but the first converter can be started from 
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the continuous current side by means of rhctetata inserted into 
the armature circuit. 

To avoid the necessity of Bynchronizing the converter, by phase 
lamps, with the alternating system in case of starting by direct 
current (which operation may be difficult where the direct 
voltage fluctuates, owing to heavy Suctuations of load, as rail- 
way systems), it is frequently preferable to run the converter 
up to or beyond synchronism by direct current, then cut off 
from the direct current, open the field circuit and connect it to 
the alternating system, thus bringing it into step by alternating 
current. 

If starting from the alternating side is to be avoided, and 
direct current not always available, as when starting the first 
converter, a small induction motor (of less poles than the con- 
verter) is used as starting motor. 

IX. Inverted Converters. 

145. Converters may be used to change either from alter- 
nating to direct current or as inverted converters from direct to 
akemating current. While the former use is by far the more 
frequent, sometimes inverted converters are desirable. Thus in 
low-tension direct-current systems an outlying district may be 
supplied by converting from direct to alternating, transmitting 
as alternating, and then reconverting to direct current. Or in 
a station containing direct-current generators for short-distance 
supply and alternators for long-distance supply, the converter 
may be used as the connecting link to shift the load from the 
direct to the alternating generators, or inversely, and thus be 
operated either way according to the distribution of load on the 
system. Or inverted operation may be used in emergencies to 
produce alternating current. 

When converting from alternating to direct current, the speed 
of the converter is rigidly fixed by the frequency, and cannot be 
varied by its field excitation, the variation of the latter merely 
changing the phase relation of the alternating current. When 
converting, however, from direct to alternating current as the 
only source of alternating current, that is, not running in multiple 
with engine- or turbine-driven alternating-currant generators, the 
speed of the converter as direct-current motor depends upon the 
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field strength, thus it increases with decreasing and decreases 
with increasing field strength. As alternating-current generator, 
however, the field strength depends upon the intensity and 
phase relation of the alternating current, lagging current reducing 
the field strength and thus increasing speed and frequency, aod 
leading current increasing the field strength and thus decreasing 
speed and frequency. 

Thus,if a load of lagging current is put onaninverted converter, 
as, for instance, by starting an induction motor or another con- 
verter thereby from the alternating side, the demagnetizing effect 
of the alternating current reduces the field strength and causes 
the converter to increase in speed and frequency.. An increase 
of frequency, however, may increase the lag of the currant, and 
thus its demagnetizing effect, and thereby still further increase 
the speed, so that the acceleration may become so rapid as to be 
beyond control by the field rheostat and endanger the machine. 
Hence inverted converters have to be carefully watched, especially 
when starting other converters from them; and some absolutely 
positive device is necessary to cut the inverted converter off the 
circuit entirely as soon as its speed exceeds the danger limit. The 
relatively safest arrangement is separate excitation of the in-- 
verted converter by an exciter mechanically driven thereby, 
since an increase of speed increases the exciter voltage at a Btill 
higher rate, and thereby the excitation of the converter, and thus 
tends to check its speed. 

This danger of racing does not exist if the inverted converter 
operates in parallel with alternating generators, provided that 
the latter and their prime movers are of such size that they 
cannot be carried away in speed by the converter. In an in- 
verted converter running in parallel with alternators the speed is 
not changed by the field excitation, but a change of the latter 
merely changes the phase relation of the alternating current 
supplied by the converter; that is, the converter receives power 
from the direct-current system, and supplies power into the alter- 
nating-current system, but at the same time receives wattless 
current from the alternating system, lagging at under-excitation, 
leading at over-excitation, and can in the same way as an ordinary 
converter or synchronous motor be used to compensate for watt- 
less currents in other parts of the alternating system, or to regu- 
late the volt^e by phase control. 
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X. Frequency. 

146. While converters can be designed for any frequency, the 
use of high frequency, as 60 cycles, imposes such severe limita- 
tions on the design, especially that of the commutator, as to 
make the high-frequency converter inferior to the low-frequency 
or 25-cycle converter. 

The commutator surface moves the distance from brush to 
next brush, or the commutator pitch, during one-half cycle, 
that is, bV second with a 25-cyclc, yiu second with a 60-cycle 
converter. The peripheral speed of the commutator, however, 
is limited by mechanical, electrical, and thermal considera- 
tions,^ centrifugal forces, loss of power by brush friction, and 
heating caused thereby. The limitation of peripheral speed limits 
the commutator pitch. Within this pitch must be included as 
many commutator segments as necessary to take care of the 
voltage from bnteh to brush, and these segments must have a 
width sutHcicnt for mechanical strength. With the smaller pitch 
required for high frequency, this may become impossible, and 
the limits of conservative design thus may have to be exceeded. 

In a converter, due to the absence of armature reaction and 
field distortion, a higher voltage per commutator segment can be 
allowed than in a direct-current generator. Assuming 15 volts 
as limit of conservative design would give for a 600-volt con- 
verter 40 segments from brush to brush. Allowing 0.25 inch 
for segment and insulation, as minimum conservative value, 40 
segments ^ve a pitch of 10 inches. Estimating 4200 feet per 
minute as conservative limit of commutator speed gives 70 feet 
or 840 inches peripheral speed per second, and with 10 inches 
pitch this gives 84 half cycles, or 42 cycles, as limit of the fre- 
quency, permitting conservative commutator design. 

At 60 cycles higher voltage per segment, narrower segments 
and higher commutator speeds thus becorie necessary than 
represent best design, and the 60-cycle converter does not 
permit as conservative commutator design, especially at higher 
voltage, as a low-frequency converter, and a lower self-inductance 
of commutation thus must be umed at than permissible in a 
25-cycle converter, the more so as the frequency of commutation 
(half the number of commutator segments per pole times fre- 
quency of rotation) necessarily is higher in the 60-cycle converter. 
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Thus shallower armature slots become necessary at the higher 
frequency. 

Somewhat similar considerations also apply to the armature 
construction : the peripheral speed of the armature,even if chosen 
higher for the 60-cycle converter, limits the pitch per pole at the 
armature circumference, and thereby the ampere conductore 
per pole and thus the armature reaction, the more so as shallower 
slots are necessary. The 60-cycle converter cannot be built with 
anything like the same armature reaction as is feasible at 
lower frequency. On the armature reaction, however, very 
largely depends the stabiUty of a synchronous motor or converter, 
and machines of low armature reaction tend far more to surging 
and pulsation of current and voltage than machines of high 
armature reaction. 

The 60-cycle converter therefore cannot be made as stable and 
capable of taking care of violent fluctuations of load and of ex- 
cessive overloads as 25-cycle converters can, and in this respect 
must remain inferior to the lower-frequency machine, though 
under reasonably favorable conditions regarding variations of 
load, variations of supply voltage, and overload they can be 
built to give good service. 

It is this inherent inferiority of the 60-cycle converter which 
has largely been instrumental in introducing 25 cycles as the 
frequency of electric power generation and distribution. 

XI, Double-Curreat G«aerator8. 

147. Similar in appearance to the converter, which changes 
from alternating to direct current, and to the inverted converter, 
which changes from direct to alternating current, is the double- 
current generator; that is, a machine driven by mechanical power 
and producing direct current as well as alternating current from 
the same armature, which is connected to commutator and col- 
lector rings in the same way as in the converter. Obviously the 
use of the double-current generator is limited to those sizes and 
speeds at which a good direct-current generator can be built with 
the same number of poles as a good alternator; that is, low-fre- 
quency machines of large output and relatively high speed ; while 
high-frequency low-speed double-current generators are unde- 
sirable. 

The essential difference between double-current generator and 
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converter is, however, that in the former the direct current and 
the alternating current are not in opposition as in the latter, but 
in the same direction, and the resultant armature polarization 
thus the sum of the armature polarization of the direct current 
and of the alternating current. 

Since at the same output and the same field strength the arma- 
ture polarization of the direct current and that of the alternating 
current are the same, it follows that the resultant armature polari- 
zation of the double-current generator is proportional to the load 
regardless of the proportion in which this load is distributed 
between the alternating- and direct-current sides. The heating of 
the armature due to its resistance depends upon the sum of the 
two currents, that is, upon the total load on the machine. Hence, 
the output of the double-current generator ig limited by the 
current heating of the armature and by the field distortion due 
to the armature reaction, in the same way as in a direct-current 
generator or alternator, and is consequently much less than that 
pf a converter. 

In double-current generators, owing to the existence of arma- 
ture reaction and consequent field distortion, the commutator 
brushes are more or less shifted against the neutral, and the 
direction of the continuous-current armature polarization is thus 
shifted agunst the neutral by the same angle as the brushes. 
The direction of the altcmating-currcnt armature polarization, 
however, is shifted agiunst the neutral by the angle of phase 
displacement of the alternating current. In consequence thereof, 
the reactions upon the field of the two parts of the armature polar- 
ization, that due to the continuous current and that due to the 
alternating current, are usually different. The reaction on the 
field of the direct-current load can be overeome by a series field. 
The reaction on the field of the alternating-current load when 
feeding converters can be compensated for by a change of phase 
relation, by means of a series field on the converter, with aelf- 
inductance in the alternating lines, or reactive coils at the cod- 
verters. 

Thus, a double-current generator feeding on the alternating 
side converters can be considered as a direct-current generator in 
which a part of the commutator, with a corresponding part of the 
series field, is separated from the generator and located at a 
distance, connected by alternating leads to the generator. Ob- 
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viously, automatic compounding of a double-current generatoris 
feaable only if the phase relation of the alternating current 
changes from \&g at no load to lead at load, in the same way as 
produced by a compounded converter. Otherwise, rheostatic 
control of the generator is necessary. This is, for instance, the 
case if the voltage of the double-current generator has to be varied 
to suit the conditions of its direct-current load, and the voltage 
of the converter at the end of the alternating lines varied to suit 
the conditions of load at the receiving end, independent of the 
voltage at the double-current generator, by means «f ritemating 
potential regulators or compensators. 

Compared with the direct-current generator, the field of the 
double-current generator must be such as to give a much greater 
stability of voltage, owing to the strong demagnetizing effect 
which may be exerted by lag^ng currents on the alternating side, 
and may cause the machine to lose its excitation altogether. 
For this reason it is frequently preferable to excite double-current 
generators separately. 

ZII. Conclusioa. 

148. Of the types of machines, converter, inverted converter, 
and double-current generator,3undry combinations can be devised 
with each other and with synchronous motors, alternators, direct- 
current motors and generators. Thus, for instance, a converter 
can be used to supply a certain amount of mechanical power as 
synchronous motor. In this case the alternating current is 
increased beyond the value corresponding to the direct current 
by the amount of current giving the mechanical power, and the 
armature reactions do not neutrahze each other, but the reaction 
of the alternating current exceeds that of the direct current by 
the amount corresponding to the mechanical load. In the same 
way the current heating of the armature is increased. An 
inverted converter can also be used to supply some mechanical 
power. Either arrangement, however, while quite feasible, has 
the disadvantage of interfering with automatic control of voltage 
by compounding. 

Double-current generators can be used to supply more power 
into the alternating circuit than is given by their prime mover, 
by receiving power from the direct-current side. In this case a 
part of the alternating power is generated from mechanical power, 
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and the other converted from direct-current power, and the 
machine combines the features of an alternator wit^i those of an 
inverted converter. Conversely, when supplying direct-current 
power and receiving mechanical power from the prime mover and 
electric power from the alternating system, the double-current 
generator combines the features of a direct-current generator and 
a converter. In either case the armature reaction, etc., are the sum 
of those corresponding to the two types of machines combined. 

149. A combination of the converter with the direct-current 
generator is represented by the so-called " motor converter," which 
consists of the concatenation of a commutating machine with an 
induction machine. 

If the secondary of an induction machine is connected to a 
second induction or synchronous machine on the same shaft, and 
of the same number of poles, the combination runs at half 
synchronous speed, and the first induction machine as frequency 
converter supplies half of its power as electric power of half 
frequency to the second machine, and changes the other half 
as motor into mechanical power, driving the second machine as 
generator. (Or, if the two machines have different number of 
poles, or are connected to run at different speeds, the division of 
power is at a different but constant ratio.) Using thus a double- 
current generator as second machine, it receives half of its 
power mechanically, by the induction machine as motor, and the 
other half electrically, by the induction machine as frequency 
converter. Such a machine, then, is intermediate between a 
converter and a direct-current generator, having an armature 
reaction equal to half that of a directKJurrent generator. 

Such motor converters are occasionally used on high-fre- 
quency systems, as their commutating component is of half 
frequency, and thus affords a better commutator design than a 
high-frequency converter. They are necessarily much lai^r than 
standard converters, but are smaller than motor generator sets, 
as half the power is converted in either machine. One advantage 
of this type of machine for phase control is that it requires 
no additional reactive coils, as the induction machine affords 
sufficient reactance. The motor converter, however, is a syn- 
chronous machine, that is, it cannot replace induction motor 
generator sets at the end of very long transmission lines, where 
synchronous machines tend to surging. 
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The use of the converter to change from alternating to alte^ 
nating of a different phase, as, for instance, when using a quarter- 
phase converter to receive power by one pair of its coUectoi 
rings from a single-phase circuit and supplying from ite other 
pair of collector rings the other phase of a quarter-phase system, 
or a three-phase converter on a single-phase system supplying 
the third wire of a three-phase system from its third collector 
ring, is outeide the scope of this treatise, and is, moreover, of 
very little importance, since induction or synchronous motors 
are superior in this respect. 

Appendix. 

Xin. Direct-Current Converter. 

150. If n equidistant piurs of diametrically opposite points of 
a commutating machine armature are connected to the ends of 
n compensators or auto-transformere, that is, electric circuits 
interlinlced with a magnetic circuit, and the centers of these com- 
pensators connected with each other to a neutral point as shown 
diagrammatically in Fig. 194 foi n = 3, this neutral is equidis- 




Fig. 194. Diagram of Direct-Current Converter. 

tant in potential from the two sets of commutator brushes, and 
such a machine can be used as continuous-current converter, to 
transform in the ratio of potentials 1 : 2 or 2 : 1 or 1 ; 1, in the 
latter case transforming power from one side of a three-wire 
system to the other aide. 

Obviously either the n compensators can be stationary and 
cotmected to the armature by 2 n collector ringp, or the compen- 
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Bators rotated with the armature and their common neutral con- 
nected to the external circuit by one collector ring. 

The distribution of potential and of current in such a direct- 
current converter is shown in Rg. 195 for n = 2, that is, two 
compensators in quadrature. 

With the voltage 2« between the outside conductors of the 
system, the voltage between the neutral and outside conductor 
is ± e, that on each of the 2 n compensator sections is 

esin(fl-fl„-— Y 4-0, 1,2 . . . 2n- 1. 

Neglecting losses in the converter and the compensator, the 
currents in the two sets of commutator brushes are equal and of 
the same direction, that is, both outgoing or both incoming, and 
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IHg. 195. Distribution of e.m.f . and Current in Direct-Cunent Converter. 

opposite to the current in the neutral; that is, two equal currents i 
enter the commutator brushes and issue as current 2 1 from the 
neutral, or inversely, 

From the law of conservation of energy it follows that the cur- 
rent 2 i entering from the neutral divides in 2 n equal and constant 

bnmches of direct current,-, in the 2ncompensator8ectJon3, and 
n 

hence enters the armature, to issue as current t from each of the 

commutator brushes. 
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In reality the current in each compensator section ia 

-+ i.V2coB(o-d.~— + a), 

where i„ ia the exciting current of the magnetic circuit of the 
compensator, and a the angle of hysteretic advance of phase. 
At the commutator the current on the motor side is larger than 
the current on the generator side, by the amount required to cover 
the losses of power in converter and compensator. 

In Fig. 195 the positive side of the system is generator, the 
negative side motor. This machine can be considered as receiv- 
ing the current i at the voltage e from the negative side of the 
system, and transforming it into current i at voltage e on the 
positive side of the system, or it can be considered as receiving 
current i at voltage 2 e from the system, and transforming it 
into current 2 i at the voltage e on the positive side of the system, 
or of receiving current 2 i at voltage e from the negative side, and 
returning current i at voltage 2 e. In either case the direct- 
current converter produces a difference of power of 2 ic between 
the two sides of the three-wire "system. 

The armature reaction of the currents from the generator side 
of the converter is equal but opposite to the armature reaction 
of the corresponding currents entering the motor side, and the 
motor and generator armature reactions thus neutralize each 
other, as in the synchronous converter; that is, the resultant 
armature reaction of the continuous-current converter is prac- 
tically zero, or the only remaining armature reaction ia that 
corresponding to the relatively small current required to rotate 
the machine, that is, to supply the internal losses in the same. 
The armature reaction of the current supplying the electric 
pjwer transformed into mechanical power obviously also remains, 
if the machine is used simultaneously as motor, as for driving a 
booster connected into the system to produce a difference between 
the voltages of the two sides, op the armature reaction of the 
currents generated from mechanical power if the machine is 
driven as generator. 

151. While the currents iq the armature coils are more or less 
sine waves in the alternator, rectangular reversed currents in 
the direct-current generator or motor, and distorted triple-fre- 
quency currents in the synchronous converter, the currents in the 
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armature coils of the direct-current converter are approximately 
triangular double-frequency waves. 

Let Fig, 196 represent a development of a direct-current con- 
verter with brushes B^ and B„ and C one compensator receiving 
current 2 i from the neutral. Consider first an armature coil a. 



yiojyiXtcJuJiXJyiXlUjUXilXl^^ 



B B^ 



Fig. 196. Development of a Direct-Current Converter. 

adjacent and behind (in the direction of rotation) a compensator 
lead &,. In the moment when compensator leads ft, 6, coincide 
with the brushes B^ B^ the current i directly enters the brushes 
and coil a, is without current. In the next moment (Fig. 196.4) 
the total current i from ft, passes coil o, to brush B„ while there 
is yet practically no current from b, over coils a' a", etc., to brush 
Sj. But with the forward motion of the armature less and less 
of the current from 6, passes through o, a,, etc., to brush B, and 
more over a' a", etc., to brush B^, until in the position of o, 
midway between t, and bj (Fig. 196B), one-half of the current 
from 6, passes a, Cj, etc., to S„ the other half a' a", etc., to B,. 
With the further rotation the current in fl, grows less and be- 
comes zero when 6, coincides with B„ or half a cycle after its 
coincidence with B,. That is, the current in coil a, approxi- 
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mately has the triangular form shown as i, in Fig. 197, changing 
twice per period from to i. It is shown negative, since it is 
against the direction of rotation of the armature. In the same 
way we see that the current in the coil a', adjacent ahead of the 
lead 6„ has a shape shown as i' in Fig. 197. The current in coil 







Fig. 197. Current in the Various Coils of & Direct-Current Converter. 



a, midway between two commutator leads has the form r„ and in 
general the current in any armature coil a^, distant by angle t 
from the midway position a„, haa the form i^. Fig. 197. 

All the currents become zero at the moment when the com- 
pensator leads h, 6, coincide with the brushes B, B^, and change 
by i at the moment when their respef^tive coils pass a commu- 
tator brush. Thus the lines ^1 and A' in Fig. 198 with zero values 
at B^ S„ the position of brushes, represent the currents in the 
individual armature coils. The current changes from A to A' 
at the moment 6 = r when the respective armature coil passes 
the brush, twice per period. Due to the inductance of the 
* armature coils, which opposes the change of current, the current 
waves are not perfectly triangular, but differ somewhat therefrom. 

With n compensators, each compensator lead carries the current 

-, which passes through the armature coils as triangular current. 
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Fig. 198. Current in Individual Coila ot a Direct-Current Converter 
with One Compeneator. 



/ 




. I 



Fig. 199, Current in a Single Coil of a Direct-Current Coaverter 
with Three Compeosators. 



DgitzedbvGoOgle 



SYNCHRONOUS CONVERTERS. 848 

changing by - in the moment the armature coil passes a commu- 
tator brush. This current passes the zero value in the moment 
the compensator lead coincides with a brush. Thus, the different 
currents of n compensators which are superposed in an armature 
coil Oi have the shape shown in Fig. 199 for n = 3. That is, each 
compensator ^ves a set of slanting hnes A ,-4 ,', AjAj',A ^A ,', and 
all the branch currents ip i„ i„ superposed, give a resultant current 
ti, which changes by i in the moment the coil passes the brush. 

ix varies between the extreme values- (2p— 1) and - (2p + 1), 
if the armature coil is displaced from the midway position 
between two adjacent compensator leads by angle t, and p=-- 

- J-. 
" 2n' 

Thus the current in an armature coil in position p = - can 

be denoted in the range from p to 1 + p, or r to ;r + r, by 

t,= |(2x-l), 

where Q 

a: ™ - . 

The effective value of this current is 
/ = 



-ijr^ 



Since in the same machine as direct-current generator at volt- 
age 2 6 and current t, the current per armature coil is - , the ratio 
of current is / , 

2 
and thus the relative Pr loss or the heat developed in the armature 

4p*, 
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with a minimum, 



and a maximum, 



' - 0, r, = { 
1 

= 1 + 1 = 3 + n' 
''" 3 n' '3n' 

The mean heating or Pr of the armature is found by integrating 
over J- from 

dn in 



= 1 + J- _ 1 + »' 

3 3n' 3n' ' 

This ^ves the following table, for the direct-current converter, 
of minimum current heating, j^, in the coil midway between 
adjacent commutator leads, maximum current heating, j-„, in the 
coil adjacent to the commutator lead, mean current heating, r, 
and rating as based on mean current heating in the armature, 
1 



DIRECr-CURRENT CONVERTER /"r RATING 


No. of compensaMra, n= 


d.c 


■ 


2 




4 


n 


« 


Minimum current heat- 
















ing p-0, T,= 


1 


\ 


) 


! 


! 


! 


1 


Mftximum current heat- 
















ii>g.p- + i. v- 


■ 


1 


r. 


1 


)i 


' + 5 


1 


Mean current beuting, 
















r= 


I 


! 


A 


It 


tl 


t+s^. 


i 


R«mg. :rv- 




1.225 


1.549 


1.6« 


1.881 


v/i^f.. 


1 732 



D„iz,db.,.Google 



SYNCHRONOUS CONVERTERS. 845 

As seen, the output of the direct-current converter is greater 
than that of the same machine as generator. Using more than 
three compensators offers very Httle advantage, and the difference 
between three and two compensators is comparatively small, 
also, but the difference between two and one compensator, 
especially regarding the local armature heating, is considerable, 
so that for most practical purposes a two-compensator converter 
would be preferable. 

The number of compensators used in the direct-current con- 
verter has a similar effect regarding current distribution, heat- 
ing, etc., as the number of phases in the synchronous converter. 

Obviously these relative outputs given in above table refer to 
the armature heating only. Regarding commutation, the total 
current at the brushes is the same in the converter as in the gen- 
erator, the only advantage of the former being the better com- 
mutation due to the absence of armature reaction. 

The limit of output set by armature reaction and corresponding 
field excitation in a motor or generator obviously does not exist 
at all in a converter. It follows herefrom that a direct-current 
motor or generator does not give the most advantageous direct- 
current converter, but that in thedirect-current converter just as 
in the synchronous converter, it is preferable to proportion the 
parts differently, in accordance with above discussion, as, for 
instance, to useless conductor section, a greater number of con- 
ductors in series per pole, etc. 

XIV. Three-Wire Generator and Converter. 

152, A machine based upon the principle of the direct-current 
converter is frequently used to supply a three-wire direct-current 
distribution system (Edison system). This machine may be a 
single generator or synchronous converter, which is designed for 
the voltage between the outside conductor of the circuit (the 
positive and the negative conductor), 220 to 280 volts, while 
the middle conductor of the system, or neutral conductor, is 
connected to the generator by compensator and collector rings, 
or, in the case of a synchronous converter, is connected to the 
neutral of the step-up transformers, and the latter thus used as 
compensators. 

A three-wire generator thus is a combination of a direct- 
current generator and a direct-current converter, and a three- 
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wire converter is a combination of a synchronous converter and 
a direct-current converter. Such a three-wire machine has the 
advantage over two separate machines, connected to the two 
sides of the three-wire direct-current system, of combining two 
smaller machines into one of twice the size, and thus hi^er 
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Fig. 200. Three-Wire Machine with Single Compeosator. 
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Fig. 201. Three-Wire System with Two Machines. 

space- and operation-economy and lower cost, and has the further 
advantage that only half as large current is commutated as by 
the use of two separate machines; that is, the positive brush 
of the machine on the negative and the negative brush of the 
machine on the positive side of the system are saved, as seen by 
the diagrammatic sketch of the machine in Fig. 200 and the two 
separate two-wire machines in Fig. 201. The use of three-wire 
220-volt machines on three-wire direct-current systems thus has 
practically displaced that of two separate 110-volt machines. 
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A. Three-Wire Direct-Current Generator, 

153. In Buch machines, either only one compenaator or auto- 
traosformer is used for deriving the neutral, as shown diagram- 
matically in Fig. 200, or two compensators in quadrature^ as 
shown in Fig. 202, but rarely more. 

As the efficiency of convereion of a direct-current converter 
with two compensators in quadrature (Fig. 202) is hi^er than 
that of a direct-current converter with single compensator (Fig. 




Fig. 202. Three-Wire Machine with Two Compensaton. 

200), it is preferable to use two (or even more) compenaatore 
where a large amount of power is to be converted, that is, where 
a very great unbalancing between the two sides of the three- 
wire system may occur, or one side may be practically unloaded 
while the other is overloaded. Where, however, the load is 
fairly distributed between the two sides of the system, that is, 
the neutral current (which is the difference between the currents 
on the two sides of the system) is small and so only a small part 
of the generator power is converted from one side to the other, 
and the efficiency of this conversion thus of negli^ble influence on 
the heating and the output of the machine, a single compensator 
is preferable because of its simplicity. In three-wire distribu- 
tion systems the latter is practically always the case, that is, 
the load fairly balanced and the neutral current small. 

The size of the compensators depends upon the amount of un- 
balanced power, that is, the maximum difference between the 
load on the two sides of the three-wire system, and thus equals 
the product of neutral current i^ and voltage e between neutral 



DgitzedbvGoOgle 



348 ELEMENTS OF ELECTRICAL ENGINEERING. 

and outside conductor; that is, in the three-wire system of volt- 
age e per circuit, voltage 2 e between the outside conductors, 
and maximum current i in the oubside conductors, the generator 
power rating is p = 2 ci 

Let now i, = maximum unbalanced current in the neutral — 
usually not exceeding 10 to 20 per cent of t and using a single 
compensator, connected diametrically across the armature, Fig. 
200, the maximum of the alternating voltage which it receives 
is 2e, and 'ta effective voltage therefore e V2. As the neutral 
current i, divides when entering the compensator, the current 

in the compensating winding is ^ (neglecting the small exciU 

ing current), and the volt-ampere capacity of the compensator 
thus is g^ 

p 2V2 t 

= 0.354^. 

I 

Even with the neutral current equal to the current in the out- 
side conductor, or the one side of the system fully loaded, the 
other not loaded, the compensator thus would have only 35.4 
per cent of the volt-ampere capacity of the generator, and as a 
compensator of ratio 1 ■^ 1 is half the size of a transformer of 
the same volt-ampere capacity, in this case the compensator has, 
approximately, the size of a transformer of 17.7 per cent of the 
size of the generator. 

With the maximum unbalancing of 20 per cent, or -? = 0.2, 

the compensator thus has 7 per cent of the volt-ampere capacity 
of the generator, or the size of a transformer of only 3.5 per cent 
of the generator capacity, that is, is very small, and this method 
is therefore the most convenient for deriving the neutral of a 
three-wire distribution system. 



which a single compensator would have. 
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The disadvastage of the three-wire generator over two sepa- 
rate generators is that a three-wire generator can only divide 
the voltage in two equal parts, that is, the two sides of the system 
have the same voltage at the generator. The use of two separate 
generators, however, permits the production of a higher voltage 
on one side of the system than on the other, and thus takes care 
of the greater line drop on the more evehly loaded side'. Even 
in the case, however, where a voltage difference between the two 
sides of the system is desired for controlling feeder drojH, it can 
more economically be given by a separate baoster in the neu- 
' tral, as such a booster would require only a capacity equal to 
the neutral current times half the desired voltage difference 
between the two sides, and with 20 per cent neutral current and 
10 per cent voltage difference between the two sides, thus would 
have only one per cent of the size of the generator. 

B. Three-Wire Converter. 

154. In a converter feeding a three-wire direct-current system 
the neutral can be derived by connection to the transformer 
neutral. Even in this case, however, frequently a separate com- 
pensator is used, connected across a pair of collector rin^ of the 
converter, since, as seen above, with the moderate unbalancing 
usually existing, such a compensator is very small. 

When connecting the direct-current neutral to the transformer 
neutral it is necessary to use such a connection that the trans- 
former can operate as compensator, that is, that the direct current 
in each transformer divides into two branches of equal m.m.f,, 
otherwise the direct-current produces a unidirectional magneti- 
zation in the transformer, which superimposed upon the magnetic 
cycle raises the magnetic induction beyond saturation, and thus 
causes excessive exciting current and heating, except when verj- 
small. 

For instance, with Y connection of the transformers supplying 
a three-phase converter. Fig. 203, each transformer secondary 
receives one-third of the neutral current, and if this current is not 
very small and comparable with the exciting current of the trans- 
fonner — which can rarely be — the magnetic density in the 
transformer rises beyond saturation by this unidirectional 
m.m.f. This connection thus is in general not permissible for 
deriving the neutral. 
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Fig. 203. Neutral of Y-Counected Tranafonners Connected to Neutral of 
Three-Wire Syatem Supplied from a Three-Phase Converter. 






Fig. 206. Three-Phase Converter with Transformer Neutral Connected t 

Direct-Current Neutral. 
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In a quarter-phase converter, as shown in Fig. 204, the 
transformer neutral can be used as direct-current neutral, since 
in each transformer the direct current divides into two equal 
branches, which magnetize in opposite direction, and so neu- 
tralize. 

The T connectioQ, Fig. 205, can be used for three-phase con- 
verters with the neutral derived from a point at one-third the 
height of the teaser transformer, since the m.m.f8. of the direct 
current i, balance in the transformers, as seen in Fig. 205. 

Delta connection on three-phase and double delta on six- 
phase converters cannot be used, as it has no neutral, but in this 
case a separate compensator is required. 

The diagrammatical connections of transformers can, however, 
be used on six-phase converters, and the connection shown in 
f\g. 206, which has two coils on each transformer, connected to 
different phases, on three-phase converters. , 
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E. INDUCTION MACHINES. 
I. General. 

1S5- The direction of rotation of a direct-current motor, 
whether shunt- or aeries-wound, is independent of the direction of 
the current supplied thereto; that is, when revereing the current 
in a direct-current motor the direction of rotation remains the 
same. Thus theoretically any continuous-current motor should 
operate also with alternating currents. Obviously in this case 
not only the armature but also the magnetic field of the motor 
must be thoroughly laminated to exclude eddy currents, and care 
taken that the currents in the field and armature circuits reverse 
simultaneously. Obviously the simplest way of fulfilling the 
latter condition is to connect the field and armature circuits in 
series as alternating-current series motor. Such motors are used 
to a considerable extent, mainly for railroading. Their disad- 
vantage for many purposes is the use of a commutator, and also 
that their speed is not constant but depends upon the load. 

The shunt motor on an alternating-current circuit has the 
objection that in the armature winding the current should be 
power current, thus in phase with the e.m.f., while in the fidd 
winding the current is lagging nearly 90 deg., as magnetizing 
current. Thus field and armature would be out of phase with 
each other. To overcome this objection either there is inserted 
in series with the field circuit a condenser of such capacity as to 
bring the current back into phase with the voltage (Stanley), or 
the field may be excited from a separate e.m.f. differing 90 deg. 
in phase from that supplied to the armature. The former ar- 
rangement has the disadvantage of requiring almost perfect 
constancy of frequency, and therefore is not practicable. In the 
latter arrangement the armature winding of the motor is fed by 
one, the field winding by the other phase of a quarter-phase 
system, and thus the current in the armature brought approxi- 
mately into phase with the magnetic flux of the field. 

Such an arrangement obviously toads the two phases of the 

system unsymmetrically, the one with the armature power 

S62 
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current, the other with the lag^ng field current. To balance 
the system two such motors may be used simultaneously and 
combined in one structure, the one receiving power current 
from the firet, magnetizing current from the second phase, the 
second motor receiving magnetizing current from the firat and 
power current from the second phase. 

The objection that the use of the commutator, in an alter- 
nating-current motor tends to vicious sparking and therefore 
greatly limits the design, can be entirely overcome by utilizing 
the alternating feature of the current; that is, instead of leading 
the cuyrent into the armature by commutator and brushes, 
producing it therein by electromagnetic induction, by closing 
the armature conductors upon themselves and surrounding the 
armature by a primary coil at right angles to the field exciting 
coil- 
Such motors have been built, consisting of two structures each 
containing a magnetizing circuit acted upon by one phase and a 
primary power circuit acting upon a closed-circuit armature as 
secondary and excited by the other phase of a quarter-phase 
system (Stanley motor). 

Going still a step further, the two structures can be com- 
bined into one by having each of the two coils fulfill the double 
function of magnetizing the field and producing currents in the 
secondaiy which are acted upon by the magnetization produced 
by the other phase. 

Obviously, instead of two phases in quadrature any number of 
phases can be used. 

This leads us by gradual steps of development from the con- 
tinuous-current shunt motor to the alternating-current polyphase 
induction motor. 

In its general behavior the alternating-current induction motor 
is therefore analogous to the continuous-current shunt motor. 
Like the shunt motor, it operates at approximately constant 
magnetic density. It runs at fairly constant speed, slowing 
down gradually with increasing load. The main difference is 
that in the induction motor the current in the secondary does not 
pass through a system of brushes, as in the continuous-current 
shunt motor, but is produced in the secondary as the short- 
circuited secondary of a transformer; and in consequence thereof 
the primary circuit of the induction motor fulfills the double 
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function of an exciting circuit corresponding to the field circuit of 
the continuous-current machine and a primary cireuit producing 
asecondary current in the secondary by electromagnetic induction. 

156. Since in the secondary of the induction motor the cur- 
rents are produced by induction from the primary impressed 
currents, the induction motor in its electromagnetic features is 
essentially a transformer; that is, it consists of a magnetic cir- 
cuit or magnetic circuits interlinked with two electric cireuita 
or sets of cireuits, the primary and the secondary circuits. The 
difference between transformer and induction motor is that in 
the former the secondary is fixed regarding the primary, and the 
electric energy in the secondary is made use of, while in the latter 
the secondary is movable regarding the primary, and the me- 
chanical force acting between primary and secondary is used. 
In consequence thereof the frequency of the currents in the 
secondary of the induction motor differs from, and as a rule is 
very much lower than, that of the currents impressed upon the 
primary, and thus the ratio of e.m.fj. generated in primary and 
in secondary is not the ratio of their respective turns, but is the 
ratio of the product of turns and frequency. 

Taking due consideration of this difference of frequency be- 
tween primary and secondary, the theoretical investigation of the 
induction motor corresponds to that of the stationary trans- 
former. The transformer feature of the induction motor pre- 
dominates to such an extent that in theoretical investigation the 
induction motor is best treated as a transformer, and the elec- 
trical output of the transformer corresponds to the mechanical 
output of the induction motor. 

The secondary of the motor consists of two or more circuits 
displaced in phase from each other so as to offer a closed sec- 
ondary to the primary cireuits, irrespective of the relative motion. 
The primary consists of one or several circuits. 

In consequence of the relative motion of the primary and 
secondary, the magnetic cireuit of the induction motor must be 
arranged so that the secondary while revolving does not leave the 
magnetic field of force. That means, the magnetic field of foree 
must be of constant intensity in all directions, or, in other words, 
the component of magnetic flux in any direction in space be of 
the same or approximately the same intensity but differing in 
phase. Such a magnetic field can either be considered as the 
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superposition of two magnetic fields ot equal intensity in quad- 
rature in time and space, or it can be represented theoretically 
by a revolving magnetic flux of constant intensity, or rotating 
field, or simply treated as alternating magnetic flux of the same 
intensity in every direction. 

157. The operation of the induction motor thus can also be 
considered as due to the action of a rotating magnetic field upon 
a system ,of short-circuited conductors. In the motor field or 
primary, usually the stator, by a system of polyphase impressed 
e.m.[s. or by the combination of a single-phase impressed e.m.f. 
and the reaction of the currents produced in the secondary, a 
rotating magnetic field is produced. This rotating field produces 
currents in the short-circuited armature or secondary winding, 
usually the rotor, and by its action on these currents drags along 
the secondary conductors, and thus speeds up the armature and 
tends to bring it.up to synchronism, that is, t«-the same speed as 
the rotating field, at which speed the secondary currents would 
disappear by the armature conductors moving together with the 
rotating field, and thus cutting no lines of force. Thesecondary 
therefore slips in speed behind the speed of the rotating field by 
as much as is required to produce the secondary currents and 
0ve the torque necessary to carry the load. The slip of the 
induction motor thus increases with increase of load, and is 
approximately proportional thereto. Inversely, if the secondary 
is driven at a higher speed than that of the rotating field, the 
field drags the armature conductors back, that is, consumes 
mechanical torque, and the machine then acts as a brake or 
induction generator. 

In the polyphase induction motor this magnetic field is pro- 
duced by a number of electric circuits relatively displaced in 
space, and excited by currents having the same displacement in 
phase as the exciting coils have in space. 

In the monocyclic motor one of the two superimposed quad- 
rature fields is excited by the primary power circuit, the other 
by the magnetizing or teaser circuit. 

In the single-phase motor one of the two superimposed mag- 
netic quadrature fields is excited by the primary electric circuit, 
the other by the secondary currents carried into quadrature 
position by the rotation of the secondary. In either case, at 
or near synchronism the magnetic fields are practically identical. 
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The transformer feature being predominant, in theoretical 
investigations of induction motors it is generally preferable to 
start therefrom, 

The characteristics of the transfomier are independeot of the 
ratio of traiisfonnation, other things being equal; that is, dou- 
bling the number of turns for instance, and at the same time 
reducing their cross-section to one^half, leaves the efficiency, 
regulation, etc., of the transformer unchanged. In the same way, 
in the induction motor it is unessential what the ratio of primaiy 
to secondary turns is, or, in other words, the secondary circuit 
can be wound for any suitable number of turns, provided the 
same total copper cross-section is used. In consequence hereof 
the secondary circuit is mostly wound with one or two bars per 
slot, to get maximum amount of copper, that is, minimum resist- 
ance of secondary. 

The general characteristics of the induction motor being inde- 
pendent of the ratio of turns, it is for theoretical considera- 
tions simpler to assume the secondary motor circuits reduced 
to the same numljer of turns and phases as the primary, or of 
the ratio of transformation 1 to 1, by multiplying all secondary 
currents and dividing all secondary c.m.fs. by the ratio of turns, 
multiplying all secondary impedances and dividing all secondary 
admittances by the square of the ratio of turns, etc. 

Thus in the following under secondary current, e.m.f., impe- 
dance, etc., shall always be undemtood their values reduced to 
the primary, or corresponding to a ratio of turns 1 to 1, and the 
same number of secondary as primary phases, although in prac- 
tice a ratio 1 to 1 will hardly ever be used, as not fulfilling the 
condition of uniform effective reluctance desirable in the start- 
ing of the induction motor, 

II. Polfphase Induction Motor. 

1. Introductiox. 

15S. The typical induction motor is the polyphase motor. 
By gradual development from the direct-current shunt motor 
we arrive at the polyphase induction motor. 

The magnetic ^eld of any induction motor, whether supplied 
by polyphase, monocyclic, or single-phase e.m.f., is at normal 
condition of operation, that is, near synchronism, a polyphase 
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field. Thus to a certaio extent all induction motors can be 
called polyphase machines. When supplied with a polyphase 
system of e.m.fs. the internal reactions of the induction motor 
are simplest and only those of a transformer with moving second- 
ary, while in the single-phase induction motor at the same time 
a phase transformation occurs, the second or magnetizing phase 
being produced from the impressed phase of e.m.f. by the rota- 
tion of the motor, which carries the secondary currents into 
quadrature position with the primary current. 

The polyphase induction motor of the three-phase or quarter- 
phase type is the one most commonly used, while single-phase 
motors have found a more limited apphcation only, and especially 
for smaller powers. 

Thus in the following more particularly the polyphase induc- 
tion machine shall be treated, and the single-phase type discussed 
only in so far as it differs from the typical polyphase machine. 

2. Calculation. 

159. In the polyphase induction motor, 
Let 

Y = g + jb = primary exciting admittance, or admit- 
tance of the primary circuit with open secondary 
circuit ; 
that is, 

ge = magnetic power current, 
be = wattless magnetizing current, 
where e = counter-generated e.m.f. of the motor; Z^= r„— ji, 
= primary self-inductive impedance, and Z, — r, — jx^ = sec- 
ondary self-inductive impedance, reduced to the primary by the 
ratio of turns.* 

All these quantities refer to one primary circuit and one corre- 
sponding secondaiy circuit. Thus in a three-phase induction 
motor the total power, etc., is three times that of one circuit, in 
the quarter-phase motor with three-phase armature IJ of the 
three secondary circuits are to be considered as corresponding 
to each of the two primary circuits, etc. 

Let e = primary counter-generated e.m.f., or e.m.f. generated 
in the primary circuit by the flux interlinked with primary and 

* The self-inductive reactance refers to that flux which surrounds one of 
the electric circuits only, without being interiinked with the other eircuitB. 
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secondary (mutual induction) ; s = slip, with the primary fre- 
quency as unit; that is, s = denoting "iynchronous rotation, 
3 = 1 standstill of the mot^r. 
We then have 
1 — 3 = speed of the motor secondary as fraction of syn- 
chronous speed, 
sf — frequency of the secondary currents, 

/ = frequency impressed upon the primary: 
' se = e.m.f. generated in the secondary. 
The actual impedance of the secondary circuit at the frequency 
Z,* = r, — 7SI,; 
hence, the secondary current is 

where , 

sr, rx, 



the primary exciting current is 

and the total primary current is 

/o - e [(a, + g) +i (a, + b)] = e {6. + jb,), 
b, = a, + g, 6, ■= a, + 6. 



where 



The e.m.f. consumed in the primary circuit by the impedance 
Z^ is /|,2„, the counter-generated e.m.f. is e, hence, the primaiy 
terminal voltage is 

Et = e+ l^Z^ = e [1 + (5, + jft,) (r,- ;x,)] = « (c, -J- jc,), 

' Ci = 1 + fjft, + i,fc, and Cj = r,h, — a;,6,. 
Eliminating complex quantities, we have 
£, = e Vc,' + c,', 
hence, the counter-generated e.m.f. of motor, 
E. 
vc,' + c,' 
where ^i^ ^ impressed e.m.f., absolute value. 
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Substituting this value in the equations of /,, /„, /„, etc., 
^ves the complex expressions of currents and e.m.fs., and elim- 
inating the imaginary quantities we have the primary current, . 

/, = e Vb,' + 63*, etc. 

The torque of the polyphase induction motor (or any other 
motor or generator) is proportional to the product of the mutual 
magnetic flux and the component of ampere-turns of the sec- 
ondary, which is in phase with the magnetic flux in time, but in 
quadrature therewith in direction or space. Since the generated 
e.m.f. is proportional to the mutual magnetic flux and the num- 
ber of turns, but in quadrature thereto in time, the torque of the 
induction motor is proportional also to the product of the gen- 
erated e.m.f. and the component of secondary current in quadra- 
ture therewith in time and in space. 

Since / , = e {a, + ja^) is the secondary current correspond- 
ing to the generated e.m.f. e, the secondary current in the quad- 
rature position thereto in space, that is, corresponding to the 
e.m.f. je, is ., , , • \ 

and a,e is the component of this current in quadrature in time 
with the e.m.f. e. 
Thus the torque is proportional to e X a,e, or 
D =e'a, 

^ c'r.s Ej^^ 

r,' + s'jj' {c,' + Cj") (r,' + s'j,') " 

This value D is in its dimension a power, and it is the power 
which the torque of the motor would develop at synchronous 
speed. 

160, In induction motors, and in general motors which have 
a definite hmiting speed, it is preferable to give the torque in the 
form of the power developed at the limiting speed, in this case 
synchronism, as "synchronous watts," since thereby it is made 
independent of the individual conditions of the motor, as its 
number of poles, frequency, etc., and made comparable with the 
power input, etc. It is obvious that when givMi in synchronous 
watts, the maximum possible value of torque which could be 
reached, if there were no losses in the motor, equals the power 
input. Thus, in an induction motor with 9000 watts power 
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input, a torque of 7000 synchronous watts means that I of the 
maximum theoretically possible torque is realized, while the 
statement, "a torque of 30 lb. at one foot radius," would be 
meaningless without knowing the number of poles and the fre- 
quency. Thus, the denotation of the torque in synchronous 
watta is the most general, and preferably used in induction 
motors. 

Since the theoretical maximum possible torque equals the 
power input, the ratio 

torque in synchronous watts output 
power input 
tiiatis, 

actual torque 
maximum possible torque 

is called the torque efficiency of the motor, analogous to the power 
efficiency or 

power output , 
power input ' 



that is, 



power o u tput 



maximum possible power output 



Analogously 

torque in synchronous watta 
volt-amperes input 

is called the apparent torque efficiency. 

The definition of these quantities, which are of importance in 
jud^ng induction motors, are thus : 

The "efficiericy" or "power efficiency" is the ratio of the true 
mechanical output of the motor to the output which it would 
give at the same power input if there were no internal losses in 
the motor. 

The "apparent efficiency" or "apparerd power efficiency" is the 
ratio of the mechanical output of the motor to the output which 
it would give at the same volt-ampere input if there were neither 
Internal losses nor phase displacement in the motor. 

The "torque efficiency" is the ratio of the torque of the motor 
to the torque which it would give at the same power input if 
there were no internal losses in the motor. 
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The "apparent torque efficiency" is the ratio of the torque of 
the motor to the torque which it would give at the same volt- 
ampere input if there were neither internal losses nor phase dis- 
placement in the motor. 

The torque efficiencies ate of special interest in starting where 
the power efficiencies are necessarily zero, but it nevertheless 
is of importance to find how much torque per watt or per volt- 
ampere input is given by the motor. 

Since D = e'o, is the power developed by the motor torque 
at synchronism, the power developed at the speed of (1 — s) 
X synchronism, or the actual power output of the motor, is 
P - (1 - s) D 

- €-0. (1 - 8) 

_ ^r.s (1 - s) 
r,' + s^i,' ' 
The output P includes friction, windage, etc.; thus, the net 
mechanical output is P— friction, etc. Since, however, fric- 
tion, etc., depend upon the mechanical construction of the 
individual motor and its use, it cannot be included in a general 
formula. P is thus the mechanical output, and D the torque 
developed at the armature conductors. 
The primary current 

has the quadrature components eb^ and e&,. 

The primary impressed e.m.f. 

Ea = eic, + jCj) 
has the quadrature components ec, and eCy 

Since the components e6, and eCj, and eb, and eCj, respectively, 
are in quadrature with each other, and thus represent no power, 
the power input of the primary circuit is 
e&, X ec, + e6j X ec,, 
or Po = e" ('»■<:. + bjC,). 

The volt-amperes or apparent input is obviously, 

P- = 1^0 

= e'V(6.' + b^') {c," + c,'). 
i6i. These equations can be greatly simplified by neglecting 
the exciting current of the motors, and approximate values of 
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current, torque, power, etc., derived thereby, which are suffi- 
ciently accurate for preliminary investigations of the motor at 
speeds Bufficiently below synchronism to make the total motor 
current large compared with the exciting current. 

In this case the primary current equals the secondary current, 
that is, 

where 

sr, 
a,= , ' , , etc., 

*"^ ^,'e + ZJ, 

(,,sZ.} e(Z,'+iiZ„) 

^ g fr, + srj-js (x,+x„) 
r, — jsx^ 
and, in absolute values, 



Vr'+s'x* 



V(r. + srJ'+s'(x,+iJ'' 
and the torque, in synchronous watts, is 

D=e'a,= J , ; 

' r,^ + s'x,^ 

hence, substituting for e, 
Z) = 



(r, + srj'+s' (r,+xj' 
and the power is 

„ »(l-ir)t.V, 

If the additional resistance r is inserted into the armature 
ciiYiuit, and the total armature resistance thus becomes r, + r, 
instead of r,, substituting (r, -i- r) in above equations we have 
n sgn' (r, +r) 



and 



.s(l-»)«.'fr, + r) 
"(r, + r + sr,r+i'(i, + if' 
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Neglecting also the primary self-inductive impedance, 2, = 
r, — jx^, which sometimes can be done as first approximation, 
especially at large values of r, these equations become 

P^, (i-«)V(y;) ,etc. 

162. Since the counter-generated e.m.E. e (and thus the im- 
pressed e.m.f. E^ enters in the equation of current, magnetism, 
etc., as a simple factor, in the equations of torque, power input 
and output, and volt-ampere input as square, and cancels in the 
equation of efficiency, power-factor, etc., it follows that the 
current, magnetic flux, etc., of an induction motor are propor- 
tional to the impressai e.m.f. ; the torque, power output, power 
input, and volt-ampcrc input are proportional to the square of 
the impressed e.m.f., and the torque and power efficiencies and 
the power-factor are independent of the impressed voltage. 

In reality, however, a slight decrease of efficiency and power- 
factor occurs at higher impressed voltages, due to the increase 
of resistance caused by the increasing temperature of the motor 
and due to the approach to magnetic saturation, and a slight 
decrease of efficiency occurs at lower voltages when including 
in the efficiency the loss of power by friction, since this is inde- 
pendent of the output and thus at lower voltage, that is, lesser 
output, a larger percentage of the output, so that the efficiencies 
and the power-factor can be considered as independent of the 
impressed voltage, and the torque and power proportional to the 
square thereof only approximately, but sufficiently close for most 
purposes. 

3. Load and Speed Curves. 

163. The calculation of the induction motor characteristics 
is most conveniently carried out in tabulated form by means 
of above-given equations as follows; 

Let Zj=ro— jj;„ = 0.1— 0.3 ; = primary self-inductive impe- 
dance. 
Zj = r, -yXj = 0. 1 — 0.3 ; = spcondary self-inductive impe- 
dance reduced to primary. 
Y = g+jb=Q.(i\+Q.\ y= primary exciting admittance. 
£,= 110 volts = primary impressed e.m.f. 
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It is then, per phase, 
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0.01 
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0,05 
0.1 
0.15 
0.2 
0-3 
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I.O 


0.0100 
0100 

0.0100 
0.0102 
0.0100 
0,0120 
0136 
0,0181 
0.0325 
0,1000 




too 

0.200 
0.*90 
0.920 

1 25 
1.47 
1.S6 
1,5* 
1.00 




003 

0.012 
0.073 
0,276 
0.663 
0.883 
1,49 
2,31 
3,00 


01 
0-11 

0,21 
0,50 
0,93 
1-26 

1.48 
1,67 
1,55 
I.OI 


0,10 
0,10 
0,11 
0.17 
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2.*1 
3.10 


1.031 
1.042 

1.055 
1.102 
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1.878 
2.031 


+ 0.007 1.031 106 6 
-0.023 1.0*2 105-7 
-0.052 1,056 lM-3 
-0,133 I.IIO 99.2 
-0.2*1 1.230 89-5 
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-0.224 1,891 58,2 
+ 0.007 2,031 54,1 
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11,170 
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9,8*0 
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8,10 
7.36 
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1,108 

2.133 

*,58 
6.6* 
6,97 
6 *S 
5.16 
2-61 



1-19 
1,7S 
2,73 

5.70 
9.87 
12,65 
1*.52 
16* 
IS 4 
19,* 


0.011 
0.112 
0.216 
628 

1.030 
l.*66 
1.782 
3.15* 
2 370 
2.072 


0,125 
1 249 
2.350 
5 20 

8.26 
9.60 
9,80 
9,65 
8 0* 
6,08 



88,5 
01.0 
88.3 
80,7 
72.5 
66.0 
53.8 
32 3 




;ri 

67.3 
55.0 
« 6 
31.5 

i*.a 




10.5 
71.6 
8S.2 
91-3 
83 6 
76.0 
67-5 
58-3 
43.8 
31.3 



Diagrammatically it is most instructive in judging about an 
induction motor to plot from the preceding calculation — 

Ist. The load curves, that is, with the load or power output as 
abscissas, the values of speed (as a fraction of synchronisra) , of 
current input, power-factor, efficiency, apparent efficiency, and 
torque. 

2d. The speed curves, that is, with the speed, as a fraction of 
synchronism, as abscissas, the values of torque, current input, 
power-factor, torque efficiency, and apparent torque efficiency. 

The load curves are most instructive for the range of speed 
near synchronism, that is, the normal operating conditions of 
the motor, while the speed curves characterize the behavior of 
the motor at any speed. 

In Fig. 207 are plotted the load curves, and in Fig. 208 the 
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acteriatic curves, provided that the impedances 2, and Z, are 
changed inversely proportional thereto, such a change merely 
representing the effect of a change of impressed voltage. A 
moderate change of one of the impedances has relatively little 
effect on the motor characteristics, provided that the other 
impedance changes so that the sum Z^ + Z^ remains constant, 
and thus the motor can be characterized by its total internal 
impedance, that is, 

Z=Z,+ Z,; 
or 

r-;i=(r, + r,) - ] (x, + xj. 

Thus the characteristic behavior of the induction motor de- 
pends upon two complex imaginary constants, Y and Z, or four 
real constants, g, b, r, x, the same terms which characterize the 
stationary alternating-current transformer on non-inductive load. 

Instead of conductance g, susceptance h, resistance r, and reac- 
tance X, as characteristic constants may be chosen : the absolute 
exciting admittance y = Vg' + b'; the absolute self -inductive 
impedance z = Vj" + x'; the power-factor of admittance ^ •= 
g/y, and the power-factor of impedance a = r/z. 

165. If the admittance y is reduced n-fold and the impedance 
z increased n-fold, with the e.m.f. ^nE^ impressed upon the 
motor, the speed, torque, power input and output, volt-ampere 
input and excitation, power-factor, efficiencies, etc., of the 
motor, that is, all its characteristic features, remain the same, as 
seen from above given equations, and since a change of impressed 
e.m.f. does not change the characteristics, it follows that a change 
of admittance and of impedance does not change the character- 
istics of the motor provided the product y = yz remains the 
same. 

Thus the induction motor is characterized by three constants 
only: 

The product of exciting admittance and self-inductive impe- 
dance ;- = yz, which may be called the characteristic constant 
of the motor. 

The power-factor of primary admittance /!- ^■ 
The power-factor of self -inductive impedance a = -• 
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AH these three quantities are absolute numbers. 

The physical meaning of the characteristic constant or the 
product of the exciting admittance and impedance is the fol- 
lowing: 

If /,„ - exciting current and /,, = starting current, we have, 
approximately, 

.. _ '» 



'■/;.' 

The characteristic constant of the induction motor f = yz is 
the ratio of exciting current to starting current or current at 
standstill. 

At gven impressed e.m.f., the exciting current /„ is inversely 
proportional to the mutual inductance of primary and secondary 
eireuit. The starting current /,„ is inversely proportional to 
the sum of the self-inductance of primary and secondary circuit. 

Thus the characteristic constant j- = yz is approximately 
the ratio of total self-inductance to mutual inductance of the 
motor circuits; that is, the ratio of the flux interlinked with only 
one circuit, primary or secondary, to the fiux interlinked with 
both cireuits, primary and seeorulary, or the ratio of the waste 
or leakage flux to the useful flux. The importance of this 
quantity is evident. 

4. Effect op Armature Resistance and Starting. 

i66. The secondary or armature resistance r, enters the equa- 
tion of secondary current thus: 

and the further equations only indirectly in so far as r, is con- 
ttuned in a^ and a,. 

Increasing the armature resistance n-fold, to nr„ we get at an 
n-fold increased slip ns, 

nse _ se . 
" ' nr, — jnsx, r, — jsx ' 
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that is, the same value, and thus the same values for e, /„ D, 
P^ ^'1 while the power is decreased from P = (1 - s) I> to 
i* = (1 — nfi) D, and the efficiency and apparent efficiency are 
correspondingly reduced. The power-factor is not changed; 
hence, an increase of armature resistance r, produces a propor- 
tional increase of slip s, and thereby corresponding decrease of 
power output, efficiency and apparent efficiency, but does not 
change the torque, power input, current, power-factor, and the 
torque efficiencies. 

Thus the insertion of resistance in the armature or secondary 
of the induction motor offers a means of reducing the speed 
corresponding to a given torque, and thereby the desired torque 
can be produced at any speed below that corresponding to short- 
circuitoj armature or secondary without changing the input or 
current. 

Hence, ^ven the speed curve of a short-circuited motor, the 
speed curve with resistance inserted in the armature can be 
derived therefrom directly by increasing the slip in proportion 
to the increased resistance. 

This is done in Fig. 210, in which are shown the speed curves 
of the motor Fi^. 207 and 208, between standstill and syn- 
chronism, for — 

Short-circuited armature, r,= 0.1 (same as Fig, 208). 

0.15 ohm additional resistance per circuit inserted in arma- 
ture, r, ^ 0.25, that is, 2.5 times increased slip. 

0.5 ohm additional resistance inserted in the armature, 
r, = 0.6, that is, 6 times increased slip. 

1.5 ohm additional resistance inserted in the armature, 
r, => 1.6, that is, 16 times increased slip. 

The corresponding current curves are shown on the same sheet. 

With short-circuited secondary the maximum torque of 8250 
synchronous watts is reached at 16 per cent slip. The starting 
torque is 2950 synchronous watts, and the starting current 176 
amperes. 

With armature resistance r, = 0.25, the same maximum 
torque is reached at 40 per cent slip, the starting torque is in- 
creased to 6050 synchronous watts, and the starting current 
decreased to 160 amperes. 

With the secondary resistance r, — 0.6, the maximum torque 
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of 8250 synchronous watts approximately takes place in start- 
ing, and the starting current is decreased to 124 amperes. 

With armature resistance r, = 1.6, the starting torque is 
below the maximum, 5620 synchronous watts, and the startmg 
current is only 64 amperes. 



--»=.«»; 


a.b- "i" 


"~~---~^ 


V. !.-• -•■Jli. 


S 


^ 




s X - 


'^>^i.: 


- \^ . 




"^ vc - 


■^-y 


^^ NY . 


'^- 


=^-^1" 








:=:^5' i 


Z>^' 


z^. ™. 




\^ Ul-J" 


\ y 


\ o- 


-^^^ 


- ■■K^X- 


^^ 1^ 


. vU- 




N^S\=» 


UIP R«T w 0. in 


...^^3,» 


> . > .< <7 II II 


. ^^ 



Fig. 210. laductioQ Uob» Speed, Torque and Current Curves. 

In the two latter cases the lower or unstable branch of the 
torque curve has altogether disappeared, and the motor speed 
is stable over the whole range; the motor starts with the maxi- 
mum torque which it can reach, and with increasing speed, 
torque and current decrease; that is, the motor has the charac- 
teristic of the direct-cuiTent series motor, except that its maxi- 
mum speed is limited by synchronism. 
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167. It follows herefrom that high secondary resistance, while 
very objectionable in running near synchronism, is advantageous 
in starting or running at very low speed, by reducing the current 
input and increasing the torque. 

In starting we have . 

Substituting this value in the equations of subsection 2 gives 
the starting torque, starting current, etc., of the polyphase in- 
duction motor. 
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Fig. 211. iDiluction Motor Starting Torque with Resistance in the 
Secondary, 

In Fig. 211 are shown for the motor in Figs. 207, 208. and 210 
the values of starting torque, current, power-factor, torque 
efficiency, and apparent torque efficiency for various valuta of 
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the secondary motor resistance, from r, = 0.1, the internal rcast- 
ance of the motor, or R = additional resistance to r, ■= 5.1 
or R = 5 ohms additional resistance. The best values of torque 
efficiency are found beyond the maximum torque point. 

The same Fig. 21 1 also shows the torque with resistance iasert«d 
into the primary circuit. 

The insertion of reactance, either in the primary or in the 
secondaiy, is just as unsatisfactory as the insertion of resistance 
in the primary circuit. 

Capacity inserted in the secondary very greatly increases the 
torque within the narrow range of capacity corresponding to 
resonance with the internal reactance of the motor, and the 
torque which can he produced in this way is far in excess of the 
maximum torque of the motor when running or when starting 
with resistance in the secondary. 

But even at its best value, the torque efficiency available 
with capacity in the secondary is far below that available with 
resistance. 

For further discussion of the polyphase induction motor, see 
Transactions American Institute of Electrical Engineers, 1897, 
page 175, and "Theory and Calculation of Alternating-Current 
Phenomena," fourth edition. 

m. Single-phase Induction Motor. 
1. Introduction. 

i68. In the polyphase motor a number of secondary coils 
displaced in position from each other are acted upon by a num- 
ber of primary coils displaced in position and excited by e.m.fs. 
displaced in phase from each other by the same angle as the dis- 
placement of position of the coils. 

In the single-phase induction motor a system of secondary 
circuits is acted upon by one primary coil (or system of primary 
coils connected in series or in parallel) excited by a sin^e alter- 
nating current. 

A number of secondary circuits displaced in position must be 
used so as to offer to the primary circuit a short-circuited sec- 
ondary in any position of the armature. If only one secondary 
coil is used, the motor is a synchronous induction motor, and 
belongs to the class of reaction machines. 
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A siDglc^hase inducUon motor will not start from rest, but 
when started in either direction will accelerate with increasing 
torque and approach synchronism. 

When nmmng at or very near sj'nchronism, the magnetic field 
of the single-phase induction motor is practically identical with 
that of a polyphase motor, that is, can be represented by the 
theory of the rotating field. Thus, in a turn wound under angle t 
to the primary winding of the single-phase induction motor, at 
synchronism an e.m.f. is generated equal to that generated in a 
turn of the primary winding, but differing therefrom by angle 
d =- T in time phase. 

In a polyphase motor the magnetic flux in any direction is due 
to the resultant m.m.f. of primary and of secondary currents, in 
the same way as in a transformer. The same is the case in the 
direction of the axis of the exciting coil of the single-phase induc- 
tion motor. In the direction at right angles to the axis of the 
exciting coil, however, the magnetic flux is due to the m.m.f. of 
the secondaiy currents alone, no primary e.m.f. acting in this 
direction. 

Consequently, in the polyphase motor running synchronously, 
that is, doing no work whatever, the secondary becomes current- 
less, and the primary current is the exciting current of the motor 
only. In the single-phase induction motor, even when runniog 
. U^t, the secondary still carries the exciting current of the mag- 
netic flux in quadrature with the axis of the primary exciting 
coil. Since this flux has essentially the same intensity as the 
flux in the direction of the axis of the primary exciting coil, the 
current in the armature of the single-phase induction motor run- 
ning light, and therefore also the primary current corresponding 
thereto, has the same m.m.f., that is, the same intensity, aa 
the primary exciting current, and the total primary current of 
the'sin^e-phase induction motor running light is thus twice the 
exciting current, that is, it is the exciting current of the main 
magnetic fiux plus the current producing in the secondary the 
exciting current of the cross magnetic flux. In reality it is 
slightly less, especially in small motors, due to the drop of voltage 
in the self-inductive impedance and the drop of quadrature mag- 
□etic flux below the impressed primary magnetic flux caused 
thereby. In the secondary at synchronism this secondary 
exciting current is a current of twice the primary frequency; at 
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any other speed it is of a frequency equal to speed (in cycles) plus 
synchronism. 

Thus, if in a quarter-phase motor running light one phase is 
open-circuited, the current in the other phase doubles. If in the 
three-phase motor two phases are open-circuited, the current in 
the third phase trebles, since the resultant m.m.f. of a three- 
phase machine is 1.5 times that of one phase. In consequence 
thereof, the total volt-ampere input of the motor remains the 
same and at the same magnetic density, or the same impressed 
c.m.f., all induction motors, single-phase as well as polyphase, 
consume approximately the same volt-ampere input, and the 
same power input for excitation, and give the same distribution 
of magnetic flux. 

169, Since the maximum output of a single-phase motor at 
the same impressed e.m.f. is considerably less than that of a poly- 
phase motor, it follows therefrom that the relative exciting cur- 
rent in the single-phase motor must be larger. 

The cause of this cross magnetization in the single-phase induc- 
tion motor near synchronism is that the secondary armature 
currents lag 90 dcg. behind the magnetism, and are carried by 
the synchronous rotation 90 deg. in space before reaching their 
maximum, thus giving the same magnetic effect as a quarter- 
phase e.m.f. impressed upon the primary system in quadrature 
position with the main coil. Hence they can be eliminated by 
impressing a magnetizing quadrature e.m.f. upon an auxiliary 
motor circuit, as is done in the monocyclic motor. 

Below synchronism, the secondary currents are carried less 
than 90 deg., and thus the cross magnetization due to them is 
correspondingly reduced, and becomes zero at standstill. 

The torque is proportional to the power component of the 
armature currents times the intensity of magnetic flux in quad- 
rature position thereto. 

In the single-phase induction motor, the armature power 
currents /,' = ea, can exist only coaxially with the primary 
coil, since this is the only position in which corresponding pri- 
mary currents can exist. The magnetic flux in quadrature posi- 
tion is proportional to the component e carried in quadrature, 
or approximately to (1 — s) c, and the torque is thus 
D- (l-s)e/'- (l-s)e'a„ 
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thus decreases much faster with decreasing speed, and becomes 
zero at standstill. The power is then 

P = (1 - fi)W = (I - s)Va,. 
Since in the single-phase motor only one primary circuit but 
a multiplicity of secondary circuits exist, all secondary circuits 
are to be considered as corresponding to the same primary cir- 
cuit, and thus the joint impedance of all secondary circuits must 
be used as the secondary impedance, at least at or near syn- 
chronism. Thus, if the armature has a quarter-phase winding 
of impedance Zj per circuit, the resultant secondary impedance is 

■^ , if it cont^ns a three-phase winding of impedance Z, per 

circuit, the resultant secondary impedance is -^ ■ 

In consequence hereof the resultant secondary impedance of a 
single-phase motor is less in comparison with the primary im- 
pedance than in the polyphase motor. Since the drop of speed 
under load depends upon the secondary resistance, in the single- 
phase induction motor the drop in speed at load is generally less 
than in the polyphase motor; that is, the single-phase induction 
motor has a greater constancy of speed than the polyphase 
induction motor, but just as the polyphase induction motor, it 
can never reach complete synchronism, but slips below synchro- 
nism, approximately in proportion to the speed. 

The further calculation of the single-phase induction motor 
is identical with that of the polyphase induction motor, as given 
in the previous chapter. 

In general, no special motors are used for single-phase circuits, 
but polyphase motors adapted thereto. An induction motor 
with only one primary winding could not be started by a phase- 
sphtting device, and would necessarily be started by external 
means. A polyphase motor, as for instance a three-phase motor 
operating single-phase, by having two of its terminals connected 
to the single-phase mains, is just as satisfactory a single-phase 
motor as one built with only one primary winding. The only 
difference is that in the latter case a part of the circumference 
of the primary structure is left without winding, while in the 
polyphase motor this part contains windings also, which, how- 
ever, are not used, or are not effective when running as single- 
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phase motor, but are necessary when starting by means of 
displaced c.m.fs. Thus, in a three-phase motor operating from 
single-phase mains, in starting, the third terminal is connected 
to a phase-displacing device, giving to the motor the cross mag- 
netization in quadrature to the axis of the primary coil, which 
at speed is produced by the rotation of the secondary currents, 
and which is necessary for producing the torque by its action 
upon the secondary power currents. 

Thus the investigation of the single-phase induction motor 
resolves itself into the investigation of the polyphase motor 
operating on single-phase circuits. 

2. Load and Speed Curves. 
170. Comparing thus a three-phase motor of exciting admits 
tance per circuit Y = g + jb and self-inductive impedances 
2j = r, - ]Xj and Z, = r, — jx, per circuit with the same 
motor operating as single-phase motor from one pair of termi- 
nals, the single-phase exciting admittance is F' = 3 F (so as 
to give the same volt-amperes excitation 3eY), the prim- 
ary self-inductive impedance is the same, Z^ = r^— jx^; the 
secondary self-inductive impedance single-phase, however, is 

only Z,' = -r*, since all three secondary circuits correspond to 
the same primary circuit, and thus the total impedance single- 
phase m Z' = Z^+-^, while that of the three-phase motor is 
Z - Z, + Z,. 
Assuming approximately Z, =■ Z^, we have 

-¥■ 

Thus, in absolute value, 

y - 3 y, 

Z' -iZ, and 

that is, the characteristic constant of a motor running an^e- 
phase is twice what it is running three-phase, or polyphase in 
general; hence, the ratio of exciting current to current at stand- 
still, or of waste fiux to useful flux, is doubled by changing from 
polyphase to single-phase. 
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effective secondary impedance gradually decreases to one-half 
its standstill value at synchronism. 

For fuller discussion hereof the reader must be referred to my 
second paper on the Single-phase Induction Motor, Transactions 
A. I. E. E., 1900, page 37. 

The torque in Fig. 213 obviously slopes towards zero at stand- 
still. The effect of resistance inserted in the secondary of the 
single-phase motor is similar to that in the polyphase motor in 
so far as an increase of resistance lowers the speed at which the 
maximum torque takes place. While, however, in the poly- 
phase motor the maximum torque remains the same, and merely 
shifts towards lower speed with the increase of resistance, in the 
single-phase motor the maximum torque decreases proportionally 
to the speed at which the maximum torque point occurs, due to 
the factor (1 — s) entering the equation of the torque, 

D = e'a, (1-s). 
Thus, in Rg. 214 are given the values of torque of the single- 
phase motor for the same conditions and the same motor of 
which the speed curves polyphase arc given in Fig. 210. 
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Torque Curves. 



Single-Phase Circuit, 



The maximum value of torque which can be reached at any 
speed lies on the tangent drawn from the origin onto the torque 
curve for r, = 0,1 or short-circuited secondary. At low speeds 
the torque of the single-phase motor is greatly increased by the 
insertion of secondary resistance, just as in the polyphase motor. 
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3. Starting Devices op Sinole-pha8e Motors. 

173. At standstill, the single-phase induction motor has do 
starting torque, since the line of polarization due to the second- 
ary currents coincides with the axis of magnetic fiux impressed 
by the primary circuit. Only when revolving is torque pro- 
duced, due to the axis of secondary polarization being shifted 
by the rotation, against the axis of magnetism, until at or near 
synchronism it is in quadrature therewith, and the magnetic 
disposition thus identical with that of the polyphase induction 
motor. 

Leaving out of consideration starting by mechanical meaoa 
and starting by converting the motor into a series or shunt 
motor, that is, by passing the alternating current by means of 
commutator and brushes through both elements of the motor, 
the following methods of starting single-phase motors are 
left: 

1st. Shifting of the axis of armature or secondary polarization 
against the axis of generating magnetism. 

2d. Shifting the axis of magnetism, that is, producing a mag- 
netic flux displaced in position from the flux producing the arma- 
ture currents. 

The first method requires a secondary system which is unsym- 
metrical in regard to the primary, and thus, since the secondary 
ia movable, requires means of changing the secondary circuit, 
such as commutator brushes short-circuiting secondary coils in 
the position of effective torque, and open-circuiting them in the 
position of opposing torque. 

Thus this method leads to the repulsion motor, which is a 
commutator motor also. 

With the commutatorless induction motor, or motor with 
permanently closed armature circuits, all starting devices con- 
sist in establishing an auxiliary magnetic 8ux in phase with the 
secondary currents in time, and in quadrature with the line of 
secondary polarization in space. They consist in producing a 
component of magnetic flux in quadrature in space with the 
primary magnetic flux producing the secondary currents, and 
in phase with the latter, that is, in time quadrature with the 
primary magnetic flux. 
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Thus, if 

ffp= polarization due to the secondary currents, 
*a= auxiliary magnetic flux, 
- phase displacement in time between ^„ and *p, 

T = phase displacement in space between *„ and *p, 
the torque is 

D " ffp<!>„ sin r cos 8. 

Id general the starting torque, apparent torque efSciency, 
etc., of the single-phase induction motor with any of these de- 
vices are given in per cent of the corresponding values of the 
same motor with polyphase magnetic flux, that is, with a mag- 
netic system consisting of two equal magnetic fluxes in quad- 
rature in time and space. 

173. The infinite variety of arrangements proposed for start- 
ing single-phase induction motors can be grouped into three 



1. Phase-Splitting Devices, The primary system is composed 
of two or more circuits displaced from each other in position, and 
combined with impedances of different inductance factors so as 
to produce a phase displacement between them. 

When using two motor circuits, they can either be connected 
in series between the single-phase mains, and shunted with 
impedances of different inductance factors, as, for instance, a 
condensance and an inductance, or they can be connected in 
shunt between the single-phase mains but in series with impe- 
dances of different inductance factors. Obviously the impe- 
dances used for displacing the phase of the exciting coils can 
either be external or internal, as represented by high-resistance 
winding in one coil of the motor, etc. 

In this class belongs the use of the transformer as a phase- 
splitting device by inserting a transformer primary in series 
with one motor circuit in the main line and connecting the other 
motor circuit to the secondary of the transformer, or by feeding 
one of the motor circuits directly from the mains and the other 
from the secondary of a transformer connected across the maioB 
with its primary. In either case it is, respectively, the internal 
impedance, or internal admittance, of the transformer which is 
combined with one of the motor circuits for displacing its phase, 
and thus this arrangement becomes most effective by iising 
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transformers of high internal impedance or admittance as con- 
stant power transformers or open magnetic circuit transformers. 

2. Inductive Devices. The motor is excited by the combina- 
tion of two or more circuits which are in inductive relation to 
each other. This mutual induction between the motor circuits 
can take place either outside of the motor in a separate phase- 
splitting device or in the motor proper. 

In the first case the simplest form is the divided circuit whose 
branches are inductively related to each other by pa.ssing around 
the same magnetic circuit external to the motor. 

In the second case the simplest form is the combination of a 
primary exciting coil and a short-circuited secondary coil on 
the primary member of the motor, or a secondary coil closed by 
an impedance. 

Id this class belong the shading coil and the accelerating coil. 

3. Monoq/clic Starting Devices. An essentially wattless e.m.f. 
of displaced phase is produced outside of the motor, and used 
to ener^ze a cross magnetic circuit of the motor, either directly 
by a special teaser coil on the motor, or indirectly by combining 
this wattless e.m.f. with the main e.m.f. and thereby deriving a 
system of e.m.fs. of approximately three-phase or any other 
relation. In this case the primary system of the motor is 
suppUed essentially by a polyphase system of e.m.fs. with a 
single-phase flow of energy, a system which I have called 
"monocyclic." 

The wattless quadrature e.m.f. is generally produced by con- 
necting two impedances of different inductance factors in series 
between the single-phase mains, and joining the connection 
between the two impedances to the third terminal of a three- 
phase induction motor, which is connected with its other two 
terminals to the single-phase lines, as shown diagrammatically 
in Fig. 215, for a conductance a and an inductive susceptance ja. 

This starting device, when using an inductance and a conden- 
sance of proper size, can be made to give an apparent starting 
torque efficiency superior to that of the polyphase induction 
motor. Usually a resistance and an inductance are used, which, 
though not giving the same starting torque efficiency as avail- 
able by the use of a condensance, have the advantage of greater 
simplicity and reliability. After starting, the impedances are 
disconnected . 
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For a complete discus^on and theoretical investigation of the 
ilifferent starting devices, the reader must be referred to the 
paper on the single-phase induction motor, "American Institute 
of Electrical Kngineers' Transactions, February, 1898. " 




Fig. 215, Coonections for Starting Bingte-Phase Motor. 



174. The use of the resistance-inductance, or monocyclic, 
starting device with three-pha.se wound induction motor will 
be discussed somewhat more explicitly as the only method not 
using condensers which has found exten.sive commercial appli- 
cation. It gives relatively the best starting torque and torque 
efficiencies. 

In Fig. 215, M represents a three-phase induction motor of 
-which two terminals, 1 and 2, are connected to single-phase 
mains, and the terminal 3 to the common connection of a conduc- 
tance a (that is, a resistance-) and an equal susceptance ja 

(thus a reactance— -1 connected in series across the mains. 

Let Y = g + jb = total admittance of motor between termi- 
nals 1 and 2 while at rest. We then have i Y = total admit- 
tance from terminal 3 to terminals 1 and 2, regardless of whether 
the motor is delta- or y-wound. 

If e = e.m.t, in the single-phase mains arid B = difference of 
potential across conductance o of the starting device, then we 
have the current in a as ii ~ ^^'j 

and the e.m.f. across ja as e — E; 

thus, the current in jo is 

I, = ja (e - E), 
and the current in the cross magnetizing motor circuit from 3 to 

'' "'^ /«= /■ ~/s= i^.a-ja{e-E). 

The e.m.f. /?„ of the cross magnetizing circuit is, as may be seen 
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from the diagram of e.m.f8., which form a trian^e with «, ^and 
e —E as Bides, 

J?, = E -(e-fi)"2iP-e, 
and since 

/. = J YE,, 
we have 

Ea -ja{e-E) = tY {2E-e). 

This expression solved for E becomes 
3ja-4r 
*"*3a+3;a-8F' 
which from the foregoing value of j^^ gives 

or, substituting 



■■ 3(1+3)0-81" 



r -g + ib, 

expanding, and multiplying both numerator and denominator by 
(3a-8ff)-/(3a-86), 

l(»-t)+/(2a-^) 

W : . - .^ T-rr. '' 



gives 



and the imaginary component thereof, or e.m.f. in quadrature 
to « in time and in space, is 



E^ = — jea 



2a-%{g + h) 



In the same motor on a three-phase circuit this quadrature 
e.m.f. is the altitude of the equilateral triangle with c as sides, 

thus = je — , and since the starting torque of the motor is pro- 
portional to this quadrature e.m.f., the relative starting torque 
of the monocyclic starting device, or the ratio of starting torque 
of the motor with monocyclic starting device to that of the 
same motor on three-phase circuit, is 

D' ^fl' 2q 2(i-ffg-&) 
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A starting device which has been extensively used is the 
condenser in the tertiary circuit. In its usual form it can be 
considered as a modificatioa of the monocycUc starting device, 
by using a condenaance as the one impedance and making the 
other impedance infinite, that is, omitting it. It thus comprises 
a three-phase induction motor, in which two terminals are con- 
nected to the single-phase supply and the third terminal and 
one of the main terminals to a condenser. Usually the con- 
denser is left in circuit after starting, and made of such size 
that its leading current compensates for the lagging magnetizing- 
current of the motor, and the motor thus gives approximately 
unity power-factor. 

For further discussion of this subject the reader is referred 
to the paper on "Single-phase Induction Motors," mentioned 
above, and to the "Theory and Calculation of Alternating- 
Current Phenomena," fourth edition. 

4. Acceleration with Starting Device. 

175. The torque of the single-phase induction motor (without 
a starting device) is proportional to the product of main flux, or 
magnetic flux produced by the primary impressed e.m.f., and 
the speed. Thus it is the same as in the polyphase motor at or 
very near synchronism, but falls off with decreasing speed and 
becomes zero at standstill. 

To produce a starting torque, a device has to be used to im- 
press an auxiliary magnetic Sux upon the motor, in quadrature 
with the main flux in time and in space, and the starting torque 
is proportional to thiB auxiliary or quadrature flux. During 
acceleration or at intermediate speed the torque of the motor 
is the resultant of the main torque, or torque produced by the 
primary main flux, and the auxiliary torque produced by the 
auxiliary quadrature or starting flux. In general, this result- 
ant torque is not the sum of main and auxiliary torque, but 
less, due to the interaction between the motor and the starting 
device. 

All the starting devices depend more or less upon the total 
admittance of the motor and its power-factor. With increasing 
speed, however, the total admittance of the motor decreases 
and its power-factor increases, and an auxiliary torque device 
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siuted for the admittance of the motor at standstill will not be 
suited for the changed admittance at speed. 

The currents produced in the secondary by the mun or pri- 
mary magnetic Sux are carried by the rotation of the motor more 
or less into quadrature position, and thus produce the qimd- 
rature flux giving the main torque as discussed before. 

This quadrature component of the main flux generates an e.m.f. 
in the auxiliary circuit of the starting device, and thus changes 
the distribution of currents and e.m.fs. In the starting device. 
The circuits of the starting device then contain, tiesides the motor 
admittance and external admittance, an active counter e.m.f., 
changing with the speed. Inversely, the currents produced by 
the counter e.m.f. of the motor in the auxiliary circuit react upon 
the counter e.m.f., that is, upon the quadrature component or 
main flux, and change it. 

Thus during acceleration we have to consider — 

1. The eflfect of the change of total motor admittance and ite 
power-factor upon the starting device. 

2. The eff'ect of the counter e,m.f, of the motor upon the start- 
ing device and the effect of the starting device upon the counter 
e.m.f. of the motor. 

1. The total motor admittance and its power-factor change 
very much during acceleration in motors with short-circuited 
low-resistance secondary. In 'such motors the admittance at 
rest is very large and its power-factpr. low, and vnti\ increasing 
speed the admittance decreases and its pofrer-factor increases 
greatly. In motors with short-circuited high-resistance second- 
ary tlie admittance also decreases greatly during acceleration, 
but its power-factor changes less, being already high at stwid- 
still. Thus the starting device will be affected less. Such 
motors, however, are inefficient at speed. In motors with variar 
ble secondary resistance the admittance and its power-factor 
can be maint»ned constant during acceleration by decreasing 
the resistance of the secondary circuit in correspondence with the 
increasing counter e.m.f. Hence, in such motors the starting 
device is not thrown out of adjustment by the changing admit- 
tance during acceleration. 

In the phase-splitting devices, and still more in the inductive 
devices, the starting torque depends upon the internal or motor 
admittance, and is thus essentially affected by the change ot 
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admittance during acceleration, and by the appearance of a 
counter e.iQ.f. during acceleration, which throws the starting 
device out of its proper adjustment, so that frequently while a 
considerable torque exists at etandetiil, this torque becomes zero 
and then reverses at some intermediate speed, and the motor, 
while starting with f^r torque, is not able to run up to speed 
with the starting device in circuit. Especially is this the case 
where capacity is used in the starting device. With the mono- 
cyclic starting device this effect is small in any case and absent 
when a condenser is used in the tertiary circuit, and therefore 
the latter may advantageously be left in the circuit at speed. 

IV. Rei^ation and Stability. 
1. Load and Stability. ^ 

176. At constant voltage and constant froqijfincy the torque 
of the polyphase induction motor is a m^JSnm at some definite 
speed and decreases with increase of sp^JTover tUat correspond- 
ing to the maximum torque, to zero^^|^Dc]m)nism; it also de- 
creases with decrease of speed frcM^wrt at the maximum 
torque point, to a minimum at s^K/pia, the starting torque. ^ 

This maximum torque point shij|^owards lower speed with ' ^ 
increase of the resistance in the nnidary circuit, and the start- j/ 
ing tO^e thereby inereasea.-yWithout additional resistance ^ >^' 
inserted ^^P^secondaiy -^rc uit the maximum torque point, '^ ^ 
however, lies at Ja^^MpHMA-not very far below synchro- 
nism, 10 to 20 peftlWBelow synchronism with smaller motors 
of good efficiency. Any value of torque between the starting 
torque and t^ maximum torque is reached at two different 
speeds. Thus in a three-phase motor having the following 
constants; impressed e.m.f., e, - 110 volts; exciting admittance, 
y = 0.01 + 0.1 J ; primary impedance, Z^ -» 0.1 — 0.3 j, and 
secondary impedance, Z, = 0.1 — 0.3 /, the torque of 5.5 
synchronous kilowatts is reached at 54 per cent of synchronism 
and also at the speed of 94 per cent of synchronism, as seen in 
Fig. 216. 

When connected to a load requiring a constant torque, irre- 
spective of the speed, as when pumping water against a constant 
bead by reciprocating pumps, the motor thus could carry the 
load at two different speeds, the two points of intersection of the 
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horizontal line L in Y\g. 216, which represents the torque con- 
sumed by the load and the motor torque curve D. Of these 
two points d and c, the lower one, d, represents unstable rxm- 
ditions of operation; that is, the motor cannot operate at this 
speed, but either stops or runs up to tbe higher speed point c, 
at which stability is reached. At the lower speed d a momen- 
tary decrease of speed, as by a small pulsation of voltage, load, 
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Fig. 216. Speed Torque Cbaract«ristic8 of Induction Motor and Load 
for Deteinunation of the Stabilitjr Point. 

etc., decreases the motor torque Z> below the torque L required 
by tbe load, thus causes the motor to slow down, but in doing 
so its torque still further decreases, and it slows down still more, 
loses more torque, etc., until it comes to a standstill. Inversely, 
a momentary increase of speed increases the motor torque D 
beyond the torque L consumed by the load, and thereby causes 
an acceleration, that is, an increase of speed. Tlus increase of 
speed, however, increases the motor torque and thereby the 
speed still further, and so on, and the motor increases in speed 
up to the point c, where the motor torque D agmn becomes 
equal to the torque consumed by the load. A momentary in- 
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crease ot speed beyond c decreases the motor torque D, and thus 
limits itself, and inversely a momentary decrease of speed below 
c increases the motor torque D beyond L, thus accelerates and 
recovers the speed; that is, at c the motor speed is stable. 

With a load requiring constant torque the induction motor 
thus is unstable at speeds below that of the maximum torque 
point, but stable above it; that is, the motor curve consists of 
two branches, an unstable branch, from standstill t to the max- 
imum torque point m, and a stable branch, from the maximum 
torque point tn to synchronism. 

177. It must be realized, however, that this instability of the 
lower branch of the induction motor speed curve is a function of 
the nature of the load, and as described above applies only to a 
load requiring a constant torque L. Such a load the motor 
could not stut (except by increasing the motor torque at low 
speeds by reostance in the secondary), but when brought up to 
a speed above d would carry the load at speed c in Fig. 216. 

If, however, the load on the motor is such as to require a 
torque which increases with the square of the speed, as shown 
by curve C in Fig. 216, that is, consists of a constant part p 
(friction of bearings, etc.) and a quadratic part, as when driving 
a ship's propeller or driving a centrifugal pump, then the induc- 
tion motor is stable over the entire range of speed, from standstill 
to synchronism. The motor then starts, with the load repre- 
sented by curve C, and runs up to speed c. At a higher load, 
represented by curve B, the motor runs up to speed b, and with 
excessive overload, curve A, the motor would run up to low 
speed, point a, only, but no overload of such nature would stop 
the motor, but merely reduce its speed, and inversely, it would 
always start;, but at excessive overloads run at low speed only. 
Thus in this case no unstable branch of the motor curve exists, 
but it is stable over the entire range. 

With a load requiring a torque which increases proportionally 
to the speed, as shown by C in Fig. 217, that is, which consists 
of a constant part p and a part proportional to the speed, as 
when driving a direct-current generator at constant excitation, 
connected to a constant resistance as toad — as a lighting 
system — the motor always starts, regardless of the load, — 
provided that the constant part of the torque, p, is less than the 
starting torque. With moderate load C the motor runs up to 
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a speed c near synchronism. With very heavy load A the motor 
starts, but runs up to a low speed only. Especially interesting is 
the case of an intermediary load as represented by line B in Fig. 
217. B iotersecta the motor torque curve D in three points, 
^v K< Wi thf't is, three speeds exist at which the motor gves the 
torque required by the Icwad, — 24 per cent, 60 p)er cent, and 88 per 
cent of synchronism. The speeds h^ and h^ are stable, the speed 
b, unstable. Thus, with this load the motor starts from stand- 
still, but does not run up to a speed near synchronism, but accel- 
erates only to speed &„ and keeps revolving at this low speed 
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Fig. 217. Speed Torque Cbarecteristke of InductiOD Motor Mtd 
Load for Determination of the Stability Point. 

(and a correspondingly very large current). If, however, the 
load is taken off and the motor allowed to run up to synchronism 
or near to it, and the load then put OD, the motor slows down 
only to speed 6„ and carries the load at this hi^ speed; hence, 
the motor can revolve continuously at two different speeds, 
6, and 6„ and either of these speeds is stable; that is, a momen- 
tary increase of speed decreases the motor torque below 
that required by the load, and thus limits itself, and inversely 
a decrease of motor speed increases its torque beyond that 
norresponding to the load, and thus restores the speed. At the 



DgitzedbvGoOgle 



INDUCTION MACHINES. 391 

intermediary speed, 6„ the conditions are unstable, and a momen- 
tary increase of speed causes the motor to accelerate up to speed 
bf, a momentary decrease of speed from &, causes the motor to 
slow down to speed b^, where it becomes stable again. In the 
speed range between &, and &, the motor thus accelerates up 
to &„ in the speed range between 6, and b, it slows down to b,. 

For this character of load, the induction motor speed curve 
D thus has two stable branches, a lower one, from standstill t 
to the point n, and an upper one, from point m to synchronism, 
where m and n are the points of contact of the tangents from the 
required starting torque p on to the motor curve D; these two 
stable branches are separated by the unstable branch, from n to 
m, on which the motor cannot operate. 

178. The question of stability of motor speed thus is a func- 
tion not only of the motor speed curve but also of the character 
of the load in its relation to the motor speed curve, and if the 
change of motor torque with the change of speed is less than the 
change of the torque required by the load, the condition is stable, 

otherwise it is unstable: that is, it must be -rr; < tt; to give 

ah ao 
stabihty, where L is the torque required by the load at speed S. 
Occasionally on polyphase induction motors on a load as repre- 
sented in Fig. 217 this phenomenon is observed in the form 
that the motor can start the load but cannot bring it up to 
speed. More frequently, however, it is observed on single-phase 
induction motors in which the maximum torque is nearer to 
synchronism, with some forms of starting devices which de- 
crease in their effect with increasing speed and thus ^ve motor 
speed characteristics of forms similar to Fig. 218. With a torque 
speed curve as shown in Fig. 218, even at a load requiring con- 
stant torque, three speed points may exist of which the middle 
one is unstable. In polyphase synchronous motors and con- 
vertei?, when starting by alternating current, that is, as induction 
machines, the phenomenon is frequently oliserved that the ma- 
chine starts at moderate voltage, but does not run up to syn- 
chronism, but stops at an intermediary speed, in the neighborhood 
of half speed, and a considerable increase of voltage, and thereby 
of motor torque, is required to bring the machine beyond the 
dead point, or rather"dead range," of speed and make it run up 
to synchronism. In this case, however, the phenomenon is 
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complicated by the etfecte due to varying magnetic reluctance 
(magnetic locldng), inductor machine rffect, etc. 

Instability of such character as here described occurs in elec- 
tric circuits in many instances, of which the most typical is the 
electric arc in a constant-potential supply. It occurs whenever 
the effect produced by any cause increases the cause and there- 
by becomes cumulative. When dealing with energy, obviously 
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Fig. 218. Speed Torque Characteristic of Single-Phase Inductioo Motor. 

the effect must always be in opposition to the cause (Lena's 
Law), as result of the law of conservation of energy. When 
dealing with other phenomena, however, as the speed-torque 
relation or the volt-ampere relation, etc., instability due to the 
effect assisting the cause, intensifying it, and thus becoming 
cumulative, may exist, and frequently does exist, and causes 
either indefinite increase or decrease, or surging or hunting. 

2. Voltage Reoulation and Output. 
179. Load and speed curves of induction motors are usually 
calculated and plotted for constant supply voltage at the motor 
terminals. In practice, however, this condition usually is only 
approximately fulfilled, and due to the drop of voltage in the 
step-down transformers feeding the motor, in the secondary 
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and the primary supply lines, etc., the voltage at the motor 
tenninals drops more or l^s with increase of load. Thus, if the 
voltage at the primary terminals of the motor transformer is 
constant, and such as to give the rated motor voltage at full load, 
at no load the voltage at the motor terminals is higher, but at 
overload lower by the voltage drop in the internal impedance 
of the transformers. If the voltage is kept constant in the center 
of distribution, the drop of voltage in the line adds itself to the 
impedance drop in the transformers, and the motor supply volt- 
age thus varies still more between no load and overload. 

With a drop of voltage in the supply circuit between the point 
of constant potential and the motor terminals, assuming the cir- 
cuit such as to give the rated motor voltage at full load, the 
voltage at no load and thus the exciting current is higher, the 
voltage at overload and thus the maximum output and maximum 
torque of the motor, and also the motor impedance current, that 
is, current consumed by the motor at standstill, and thereby the 
starting torque of the motor, are lower than on a constant-poten- 
tial supply. Hereby then the mar^n of overload capacity of the 
motor ia reduced, and the characteristic constant of the motor, 
or the ratio of exciting current to short-circuit current, is in- 
creased, that is, the motor characteristic made inferior to that 
given at constant voltage supply, the more so the higher the 
voltage drop in the supply cireuit. 

Assuming then a three-phase motor having the following 
constants: primary exciting admittance, Y = 0.01 — 0.1 j; 
primary self-inductive impedance, Z^ — 0.1 — 0.3 /; secondary 
self-inductive impedance, 2, = 0.1 - 0.3/; supply voltage, 
e, = 110 volts, and rated output, 5000 watts per phase. 

Assuming this motor to be operated — 

1. By transformers of about 2 per cent resistance and 4 per 
cent reactance voltage, that is, transformers of good regulation, 
with constant voltage at the transformer terminals. 

2. By transformers of about 2 per cent resistance and 15 
per cent reactance voltage, that is, very poorly regulating 
transformers, at constant supply voltage at the transformer 
primaries. 

3. With constant voltage at the generator terminals, and 
about 8 per cent resistance, 40 per cent reactance voltage in 
line and transformers between generator and motor. 
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This ^ves, in complex quantities, the impedance between the 
motor terminals and the constant voltage supply : 

1. Z -0.04 -0.08/, 

2. Z -0.04 -0.3 J, 

3. Z =0.16 -0.8/. 

It is assumed that the constant supply voltage is such as to 
^ve 110 volts at the motor terminals at fuU load. 

The load and speed curves of the motor, when operating under 
these conditions, that is, with the impedance Z in series between 
the motor terminals and the constant voltage supply e„ then can 
be cfUculated from the motor characteristics at constant termi- 
nal voltage eg as follows : 

At slip s and constant terminal voltage «„ the current in the 
motor is i,, ita power-factor p - cos fl. The effective or equiva- 
lent impedance of the motor at this alip then is z* — t", and, in 

I, 

complex quantities, 2* - t* (cos 8— j sin d), and the total 
impedance, including that of transformers and line, thus is 

Z^=Z' + Z=!^coa^ + r\-i /^sin $ + A 
or, in absolute values, 

z, = y f^cos d+ rj + f^sin 8 + x\ , 
and, at the supply voltage «„ the current thus is 

X =^, 
' z, 

and the voltage at the motor terminals is 



If e, is the voltage required at the motor terminals at full load, 
and t," the current, z' the total impedance at full load, it is 



hence, the required constant supply volti^ is 
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and the speed and torque curves of the motor under this con- 
dition then are derived from those at constant supply voltage e, 

by multiplying all voltages and currents by the factor -"■ , that 

is, by the ratio of the actual terminal voltage to the full-load 
terminal voltage, and the torque and power by multiplying 
with the square of this ratio, while the power-factors and the 
efficiencies obviously remain unchanged. 
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Fig. 219. Induction Motor Load Curves Corresponding to 110 VolU 
at Motor Tenninala at 5000 Watta Load. 

In this manner, in the three cases assumed in the preceding, 
the load curves are calculated, and are plotted in Figs. 219, 220, 
and 221. 

iSo. It is seen that, even with transformers of good regu- 
lation, Fig. 219, the maximum torque and the maximum power 
are appreciably reduced. The values corresponding to constant 
tenninal voltage are shown, for the part of the curves near maxi- 
mum torque and maximum power, in Figs. 219, 220, and 221. 
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Fig. 220. Induction Motor LomI Curves Correeponding to 110 Volt' 
At Motor Terminola at 6000 Watts Load. 
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Fig. 221. Induction Motor Load Curves Corresponding to 1 10 Volta 

at Motor Termioala at 5000 Walts Load. (SOU; 
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fig. 222. Induction Motor Speed Torque Cbuacteristics with ShorU 
Circuited Secondary. 




Fig. 223. Induction Motor Speed Torque CharBcteristica with a. Reeistance 
of 0.15 Ohm in Secondary Circuit. 

In Figs. 222, 223, 224, and 225 are pven the speed-torque 
curves of tlie motor, for constant terminal voltage, Z -= 0, and 
the three cases above discussed; in Fig. 222 for short-circuited 
secondaries, or running condition; in Fig. 223 for 0.15 ohm; in 
Fig. 224 for 0.5 ohm; and in Fig. 225 for 1.5 ohms additional re- 
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^stance inserted id the armature. As seen, the line and traus- 
fonner impedance very appreciably lowers the torque, and 
especially the starting torque, which, with short-circuited armar- 
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Fig. 224. Inductioii Uotor Speed Torque Characterietica with i 
of 0.5 Ohm ia Seeoadaij Circuit. 



^ 


















! 


" 


3™ 


KS 




^ 


*N 












M 




Sss 


k 






















V 






















^ 


S 


1.0 






•iir 


lUOTKI 


,— ; 


L.~ 


' ' 


• ■ 




, 



Pig. 225. loduction Motor Speed Current Characteristic with K ResisUnee 
of 1.5 Ohms in Secondary Circuit. 

ture, in the case 3 drope to about one-third the value given at 
constant supply voltage. 

It is interesting to note that in Fig. 224, with a secondary 
resistance giving maximum torque in starting, at constant tei^ 
minal voltage, with high impedance in the supply, the starting 
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torque drops so much that the maximum torque is shifted to 
about half Bynchronism. 

In induction motors, especially at overloads and in starting, 
it therefore is important to have as low impedance as pos- 
sible between the point of constant voltage and the motor 
terminals. 

In Table I the numerical values of maximum power, maxi- 
mum torque, starting torque, exciting current and starting 
current are given for above motor, at constant terminal voltage 
and for the three values of impedance in the supply lines, for 
such supply voltage as to give the rated motor voltage of 110 
volts at full load and for 110 volts supply, voltage. In the first 
case, maximum power and torque drop down to their full-load 
values with the highest line impedance, and far below full-load 
values in the latter case. 

3. Fbequbnct Pulsation. 

i8i. If the frequency of the voltage supply pulsates with 
sufficient rapidity that the motor speed cannot appreciably 
follow the pulsations of frequency, the motor current and torque 
also pulsate; that is, if the frequency pulsates by the fraction 
p above and below the normal, at the average slip, s, the 
actual slip pulsates between s + p and s — p, and motor 
current and torque pulsate between the values corresponding 
to the slips s + p and s—p. If then the average slip s < p, 
at minimum frequency, the actual sUp s — p becomes negsr 
tive; that is, the motor momentarily generates and returns 
energy. 

As instance are shown, in Fig. 226, the values of current and 
of torque for maximum and minimum frequency, and for the 
average frequency, for p = 0.025, that is, 2.5 per cent pulsation 
of frequency from the average. As seen, the pulsation of cur- 
rent is moderate until synchronism is approached, but becomes 
very large near synchronism, and from slip s = 0,025 up to 
synchronism the average current remains practically constant, 
thus at synchronism is very much higher than the current at 
constant frequency. The average torque also drops somewhat 
below the torque corresponding to constant frequency, as shown 
in the upper part of Fig. 226. 
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pig. 226. Induction Motor Pulsation of Frequency. 
4. Generator Regulation and Stability, 

183. If the voltage at the imiuction motor terminals decreases 
with increase of load, the maximum torque and output are de- 
creased the more the greater the drop of voltage. But even if 
the voltage at the induction motor terminals is maintained con- 
stant, the maximum torque and power may be reduced essen- 
tially, in a manner depending on the rapidity with which the 
voltage regulation at changes of load is effected by the generator 
or potential regulator, which maintains constancy of voltage, and 
the rapidity with which the motor speed can change, that is, 
the mechanical momentum of the motor and its load. 

This instability of the motor, produced by the generator 
regulation, may be discussed for the case of a load- requiring 
constant torque at all load, though the corresponding phenom- 
enon may exist at all classes of load, as discussed under 1, 
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The torque curve of the induction motor at constant terminal 
voltage consists of two branches, a stable branch, from the 
maximum torque point to synchronism, and an unstable branch, 
that is, a branch at which the motor cannot operate on a load 
requiring constant torque, from standstill to maximum torque. 
With increasing shp s the current i in the motor increases. IF 

then D - torque of the motor, -p is positive on the stable, 

negative on the unstable branch of the motor curve, and this 
rate of change of the torque, with change of current, expressed 
as fraction of the current, is 

"'^ D di' 
it may be called the stability coefficient of the motor. 

If k, is positive, an increase of i, caused by an increase of 
slip s, that is, by a decrease of speed, increases the torque D, and 
thereby checks the decrease of speed, and inversely, that is, the 
motor is stable. 

If, however, k, is negative, an increase of i causes a decrease 
of D, thereby a decrease of speed, and thus further increase of i 
and decrease of D ; that is, the motor slows down with increas- 
ing rapidity, or inversely, with a decrease of i, accelerates with 
increasing rapidity, that is, is unstable. 

For the motor used as illustration in the preceding, of the 
constants e = 110 volts; F = 0.01 - 0.1 j; Z, = 0.1 -0.3 j, 
Z^ =0.1 — 0.3/, the stabihty curve is shown, together with 
speed, current, and torque, in Fig. 227, as function of the output. 
As seen, the stability coefficient k, is very high for light load, 
decreases first rapidly and then slowly, until an output of 7000 
watts is approached, and then rapidly drops below zero; that is, 
the motor becomes unstable and drops out of step, and speed, 
torque, and current change abruptly, as indicated by the arrows 
in Fig. 227. 

The stability coefficient k, characterizes the behavior of the 
motor regarding its load-carrying capacity. Obviously, if the 
terminal voltage of the motor is not constant, but drops with 
the load, as discussed in 1, a different stability coefficient results; 
which intersects the zero line at a different and lower torque. 

183. If the induction motor is supplied with constant tenni- 
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nal voltage from a generator of close inherent voltage regulatioo 
and of a size very large compared with the motor, over a supply 
circuit of negligible impedance, so that a sudden change of 
motor current cannot produce even a momentary tendency of 
change of the terminal voltage of the motor, the stability curve i^ 
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Elg. 227. InduetioD Motor Load Curves. 

of Fig. 227 gives the performance of the motor. If, however, 
at a change of load and thug of motor current the regulation 
of the supply voltage to constancy at the motor terminals requires 
a finite time, even if this time is very short, the maximum out- 
put of the motor is reduced thereby, the more so the more rapidly 
the motor speed can change. 

Assuming the voltage control at the motor terminals 
effected by hand regulation of the generator or the potential 
regulator in the circuit supplying the motor, or by any other 
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method which is slower than the rate at which the motor speed 
can adjust itself to a change of load, then, even if the supply 
voltage at the motor terminals is kept constant, for a momen- 
tary fluctation of motor speed and current, the supply v<^t^ 
momentarily varies, and with regard to its stability the motor 
corresponds not to the condition of constant supply voltage but 
to a supply voltage which varies with the current, hence the 
limit of stability is reached at a lower value of motor torque. 

At constant slip s the motor torque D is proportional to the 
square of the impressed e.m.f. e'. If by a variation of slip 
caused by a fluctuation of load the motor current i varies by di, 
if the terminal voltage e remains constant the motor torque D 

varies by the fraction k, = - ~- ,ot the stability coefficient of 

the motor. If, however, by the variation of current di the 

impressed e.m.f, e of the motor varies, the motor torque D, 

being proportional to e", still further changes, proportional to 

1 de" 2de 
the change e*. that is, by the fraction &,.= -—- = - t: , and the 
er at eai 

total change of motor torque resultant from a change di of the 
current i thus is i, = A. + Av. 

Hence, if a momentary fluctuation of current causes a momen- 
tary fluctuation of voltage, the stability coefficient of the motor 
is changed from k, to k, = k, + kr, and as Av is negative, the 
voltage e decreases with increase of current i, the stability 
coefficient of the system is reduced by the effect of voltage regu- 
lation of the supply, kr, and kr thus can be called the regulation 
coefficient of the system. 

e di 

the momentary voltage change resulting from a current change 

di in the system; hence, is essentially a characteristic of the 

supply system and its regulation, but depends upon the motor 

de 
only in so far as -j-, depends upon the power-factor of the load. 

In Jig. 227 is shown the regulation coefficient — Av of the 
supply system of the motor, at 110 volts maintained constant 
at the motor terminals, and an impedance Z = 0.16— 0.8; 
between motor terminals and supply e.m.f. As seen, the regu- 
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latioD coefficient of the system drops from a manmum of about 
0.03, at no load, down to about 0.01, and remiUDS constant at 
this latter value, over a very wide range. 

The resultant stability coefficient, or stability coeffiderU of the 
system of motor and supply, A„ = A, + A,, as shown in Fig. 227, 
thus drops from very high values at light load down to zero at 
the load at which the curves k, and fe. in Fig, 227 intersect, or 
at 5S0O kw., and thero become negative ; that is, the motor drops 
out of step, although still far below its maximum torque point, 
as indicated by the arrows in Fig. 227. 

Thus, at constant voltage maintained at the motor terminals 
by some regulating mechanism which is slower in its action than 
the retardation of a motor speed change by its mechanical 
momentum, the motor behaves up to 5800 watts output in 
exactly the same manner as if its terminals were connected 
directly to an unlimited source of constant voltage supply, but 
at this point, where the slip is only 7 per cent in the present 
instance, the motor suddenly drops out of step without previous 
warning, and comes to a standstill, while at inherently constant 
terminal voltage the motor would continue to operate up to * 
7000 watts output, and drop out of step at 8250 synchronous 
watts torque at 16 per cent slip. 

By this phenomenon the maximum torque of the motor thus 
is reduced from 8250 to 6300 synchronous watts, or by nearly 
25 per cent. 

184. If the voltage regulation of the supply system is more 
rapid than the speed change of the motor as retarded by the 
momentum of motor and load, the regulation coefficient of the 
system as regards to the motor obviously is zero, and the motor 
thus gives the normal maximum output and torque. If the 
regulation of the supply voltage, that is, the recovery of the 
terminal voltage of the motor with a change of current, occurs at 
about the same rate as the speed of the motor can change with 
a change of load, then the maximum output as limited by the 
stability coefficient of the system is intermediate between the 
minimum value of 6300 synchronous watts and its normal value 
of 8250 synchronous watts. The more rapid the recovery of 
the voltage and the larger the momentum of motor and load, 
the less is the motor output impaired by this phenomenon of 
instability. Thus, the loss of stability is greatest with hand 
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regulation, less with automatic control by potential regulator, 
the more so the more rapidly the regulator works ; it is very little 
with compounded alternators, and absent where the motor 
terminal voltage remains constant without any control by prac- 
tically unlimited generator capacity and absence of voltage drop 
between generator and motor. 

Comparing the stability coefficient k, of the motor load and 
the stability coefficient k„ of the entire system under the assumed 
conditions of operation of Fig, 227, it is seen that the fonner 
intersects the zero line very steeply, that is, the stability remans 
high until very close to the maximum torque point, and the motor 
thus can be loaded up close to its maximum torque without 
impwrment of stability. The curve t,, however, intersects the 
zero line under a sharp angle, that is, long before the limit of 
stabiUty is reached in this case the stability of the system has 
dropped so close to zero that the motor may drop out of step by 
some momentary pulsation. Thus, in the case of instability due 
to the regulation of the system, the maximum output point, as 
found by test, is not definite and sharply defined, but the stabil- 
- ity gradually decreases to zero, and during this decrease the 
motor drops out at some point. Experimentally the difference 
between the dropping out by approach to the limits of stability 
of the motor proper and that of the system of supply is very 
marked by the indefiniteness of the latter. 

In testing induction motors it thus is necessary to guard 
against this phenomenon by raising the voltage beyond normal 
before every increase of load, and then gradually decrease the 
voltages again to normal. 

A serious reduction of the overload capacity of the motor, 
due to the regulation of the system, obviously occurs only at 
very high impedance of the supply circuit; with moderate impe- 
dance the curve fc- is much lower, and the intersection between 
kr and k, occurs still on the steep part of k„ and the output thus 
is not materially decreased, but merely the stability somewhat 
reduced when approaching maximum output. 

This phenomenon of the impwiment of stability of the induc- 
tion motor by the regulation of the supply voltage is of prac- 
tical importance, as similar phenomena occur in many instances. 
Thus, with synchronous motors and converters the regulation 
of the supply system exerts a ^milar effect on the overload 
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capacity, and reduces the maximum output so that the motor 
drops out of step, or starts surging, due to the approach to the 
stability Umit of the entire system. lu this ease, with synchro- 
nous motors and converters, increase of their field excitation 
frequently restores their steadiness by producing leading cur- 
rents and thereby increasing the power-carrying capacity of the 
supply system, while with surging cauBed by instability of the 
synchronous motor the leading currents produced by increase 
of field excitation increase the surging, imd lowering the field 
excitation tends towards steadiness. 

V. Induction Generator. 
1. Intboduction. 

185. In the range of slip from a = to s = 1, that is, from 
synchronism to standstill, torque, power output, and power 
input of the induction machine are positive, and the machine 
thus acts as a motor, as discussed before. 

Substituting, however, in the equations in paragraph 1 for 
8 values > 1, corresponding to backward rotation of the ma- 
chine, the power input remains positive, the torque also remains 
positive, that is, in the same direction as for s < 1, but since the 
speed (1 — s) becomes negative or in opposite direction, the 
power output is negative, that is, the torque in opposite direc- 
tion to the speed. In this case the machine consumes electrical 
energy in its primary and mechanical energy by a torque oppos- 
ing the rotation, thus acting as brake. 

The total power, electrical as well as mechanical, is con- 
sumed by internal losses of the motor. Since, however, with 
lar^e slip in a low-resistance motor, the torque and power are 
small, the braking power of the induction machine at backward 
rotation is, as a rule, not considerable, excepting when using 
high resistance in the armature circuit. 

Substituting for 3 negative values, corresponding to a speed 
above synchronism, torque and power output and power input 
become negative, and a load curve can be plotted for the induc- 
tion generator which is very simitar, but the negative counter- 
part of the induction motor load curve. It is for the machine 
shown as motor in Fig. 207, given as Fig. 228, while Kg. 229 
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pves the complete speed curve of this machioe from s • 

3 1. 

The generator part of the curve, for s < 0, is of the same char- 
acter as the motor part, s > 0, but the maximum torque and 
maximum output of the machine as generator are greater than 
as motor. 

Thus an induction motor when speeded up above synchronism 
acts as a powerful brake by returning energy into the lines, and 
the maximum braking effort and also the maximum electric 
power returned by the machine will be greater than the maxi- 
mum motor torque or output. 

2. Constant-Speed Induction or Asynchhonous 
Generator. 

i86. The curves in Fig. 229 are calculated at constant fre- 
quency /, and thus to vary the output of the machine as gener- 
ator the speed has to be increased. This condition may be 




Fig. 230. Induction Genemtor Load Curves. 



realized in case of induction generators running in parallel with 
synchronous generators under conditions where it is desirable 
that the former should take as much load as its driving power 
permits; as, for instance, if the induction generator is driven by 
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a water power while the synchronous generator is driven tty 
a steam engine. In this case the control oF speed would be 
effected on the synchronous geaerator, and the induction gen- 
erator be without speed-controlling devices, running up beyond 
synchronous speed as much as reqiured to consume the power 
supplied to it. 

Conversely, however, if an induction machine is drivoi a 
constant speed and connected to a suitable circmt as load, the 
frequency gjven by the machine will not be synchronous with 
the speed, or constant at all loads, but decreases with increasing 
load from practically synchronism at no load, and thus for the 
induction generator at constant speed a load curve can be con- 
structed as shown in Fig. 230, giving the decrease of frequency 
with increasing load in the same manner aa the speed of the 
induction motor at constant frequency decreases with the load. 
In the calculation of these induction generator curves for con- 
stant speed the change of frequency with the load has obviously 
to be considered, that is, in the equations the reactance i, has 
to be replaced by the reactance i, (1 — a), otherwise the equa- 
tions remain the same. 

3. Powbb-Factor of Inddctiion Generator. 

187. The induction generator differs essentially from a syn- 
chronous alternator (that is, a machine in which an armature 
revolves relatively through a constant or continuous magnetic 
field) by having a power-factor requiring leading current; that 
is, in the synchronous alternator the phase relation between 
current and terminal voltage depends entirely upon the external 
circuit, and according to the nature of the circuit connected to 
the synchronous alternator the current can lag or lead the ter- 
minal voltage or be in phase therewith. In the induction or 
asjoichronous generator, however, the current must lead the ter- 
minal voltage by the angle corresponding to the load and voltage 
of the machine, or, in other words, the phase relation between 
current and voltage in the external circuit must be such as 
required by the induction generator at that particular load. 

Induction generators can operate only on circuits with lead- 
ing current or circuits of negative effective reactance. 

In Rg. 231 are pven for the constant-speed induction grat- 
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erator in Fig. 230 as function of the impedance of tiie external 

circuit 3 — ■:• as abscissas (where e, = teiminal voltage, i, =• 

cUTTeot in external circuit), the leading power-factor p = coa d 
required in the load, the inductance factor q = sin S, and the 
frequency. 

Hence, when connected to a circuit of impedance z this indue- 
tion generator can operate only if the power-factor of its circuit 
is p; and if this is the case the voltage is indefinite, that is, the 
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circuit unstable, even neglecting the impossibility of securing 
exact equality of the power-factor of the external circuit with that 
of the induction generator. 

Two possibilitiea thus exist with such an induction generator 
circuit. 

1st. The powei^factor of the external circuit is constant and 
independent of the voltage, as when the external circuit consists 
of resistances, inductances, and capacities. 

In this case if the power-factor of the external circuit is higher 
than that of the induction generator, that is, the leading current 
less, the induction generator f»ls to excite and generate. If the 
powei^factor of the external circuit is lower than that of the 
induction generator, the latter excites and its voltage rises until 
by saturation of its magnetic circuit and the consequent increase 
of exciting admittance, that is, decrease of internal power- 
factor, its powei^factor has fatten to equality with that of the 
external circuit 
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In this respect the induction generator acts like the direct- 
current shunt generator, and gives load characteristics very 
similar to those of the direct-current shunt generator as dis- 
cussed in B; that b, it t>ecomes stable only at saturation, but 
loses its excitation and thus drops its load as soon as the voltage 
falls below saturation. 

Since, however, the field of the induction generator is alter- 
nating, it is usually not feasible to run at saturation, due to 
excessive hysteresis losses, except for very low frequencies. 

2d, The power-factor of the external circuit depends upon 
the voltage impressed upon it. 

This, for instance, is the case if the cireuit consists of a syn- 
chronous motor or contains synchronous motors or synchronous 
converters. 

In the synchronous motor the current is in phase with the 
impressed e.m.f. if the impressed e.m.f. equals the counter e.m.f. 
of the motor plus the internal loss of volteige. It is leading if 
the impressed e.m.f. is less, and lagging if the impressed e.m.f. 
is more. Thus when connecting an induction generator with a 
synchronous motor, at constant field excitation of the latter the 
voltage of the induction generator rises until it is as much 
below the counter e.m.f. of the synchronous motor as required 
to ^ve the leading current corresjwnding to the power-factor 
of the generator. Thus a system consisting of a constant-speed 
induction generator and a synchronous motor at constant fidd 
excitation is absolutely stable. At constant field excitation of 
the synchronous motor, at no load the synchronous motor runs 
practically at synchronism with the induction generator, with a 
terminal voltage slightly below the counter e.m.f. of the syn- 
chronous motor. With increase of load the frequency and thus 
the speed of the synchronous motor drops, due to the slip of 
frequency in the induction generator, and the voltage drops, 
due to the increase of leading current required and the decrease 
of counter e.m.f, caused by the decrease of frequency. 

By increasing the field excitation of the synchronous motor 
with increase of load, obviously the voltage of the generator can 
be maintained constant, or even increased with the load. 

When running from an induction generator, a synchronous 
motor ©ves a load curve very similar to the load curve of an 
induction motor running from a synchronous generator; that is, 
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a magnetizing curreot at no load and a speed gradually decreas- 
ing with the increase of load up to a maximum output point, at 
which the speed curve bends sharply down, the currant curve 
upward, and the motor drops out of step. 
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Fig. 232. Inductioa Generator and SynchronouB Motor Load Curves. 

The current, however, in the case of the synchronous motor 
operated from an induction generator is leading, while it is lag- 
ging in an induction motor operated from a synchronous gener- 
ator. In either case it demagnetizes the synchronous machine 
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and magnetizes the induction machine, that is, the synchitHiouB 
machine supplies magnetization to the induction machine. 

In Fig. 232 is shown the load curve of a synchronous motor 
operated from the induction generator in Fig. 230. 

In Yxg. 233 is shown the load curve of an over-compounded 
synchronous converter operated from an induction generator, 



t 



Fig. 233. Induction Generator and SjnchronouB Conv»t«r Phaae 
Control, no Line Impedance. 

the over-compounding being such as to give approximately 
constant terminal voltage e. 

i88. Obviously when operating a self-exciting synchronous 
converter from an induction generator the system is unstable 
also if both machines are below magnetic saturation, since in 
this case in both machines the generated e.m.f. is proportional 
to the field excitation and the field excitation proportional to 
the voltage; that is, with an unsaturated induction generator the 
synchronous converter operated therefrom must have its mag- 
netic field excited to a density above the bend of the saturation 
curve. 

Since the induction generator requires for its operation a cir- 
cuit with leading current varying with the load in the niannff 
determined by the internal constants of the motor, to maJce wi 
induction or asynchronous generator suitable for operation on a 
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general alternating-current circuit, it is necessary to have a syn- 
chronoua machine as exciter in the circuit consumii^ leading 
current, that is, supplying the required lagging or magnetizing 
current to the induction generator: and in this case the voltage 
of the system is controlled by the field excitation of the syn- 
chronous machine, that is, its counter e.m.f. Either a syn- 
chronous motor of suitable size running light can be used herefor 
as exciter of the induction generator, or the exciting current of 
the induction generator may be derived from synchronous motors 
or converters in the same system, or from synchronous alter- 
nating-current generators operated in parallel with the induc- 
tion generator, in which latter case, however, these currents 
can be said to come from the synchronous alternator as lagging 
currents. Electrostatic condensers, as an undergrotmd cable 
system, may also be used for excitation, but in this case besides 
the condensers a synchronous machine is required to secure 
stability. 

The induction machine may thus be considered as consuming 
a lag^ng reactive magnetizing current at all speeds, and con- 
suTniTig a power current below synchronism, as motor, supplying 
a power current (that is, consuming a negative power current) 
above synchronism, as generator. 

Therefore, induction generators are best suited for circuits 
which normally carry leading currents, as synchronous motor 
and synchronous converter circuits, but less suitable for cir- 
cuits with la^ng currents, since in the latter case an additional 
synchronous machine is required, giving all the lag^ng currents 
of the system plus the induction generator exciting current. 

Obviously, when running induction generators in parallel with 
a synchronous alternator no synchronizing is required, but the 
induction generator takes a load corresponding to the excess of 
its speed over synchronism, or conversely, if the driving power 
behind the induction generator is limited, no speed regulation 
is required, but the induction generator runs at a speed exceed- 
ing synchronism by the amount required to consume the driv- 
ing power. 

The foregoing consideration obviously applies to the polyphase 
induction generator as well as to the single-phase induction 
generator, the latter, however, requiring a larger exciter in 
consequence of its lower power-factor. Therefore, even in 
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a single-phase induction generator, preferably polyphase excita- 
tion is used, that is, the induction machine siui its synch- 
ronous exciter wound as polyphase machines, but the load 
connected to one phase only of the induction machine. The 
curves shown in the preceding apply to the machine as poly- 
phase generator. 

The effect of resistance in the secondary is essentially the 
same in the induction generator as in the induction motor. An 
increase of resistance increases the sUp, that is, requires an in- 
crease of speed at the same torque, current, and output, and thus 
correspondingly lowers the efficiency. 

Induction generators have been proposed and used to some 
extent for high-speed prime movers, as steam turbines, since 
their squirrel-cage rotor appears mechanically better suited for 
very high speeds than the revolving field of the synchronous 
generator. 

The foremost use of induction generators will probably be for 
collecting small water powers in one large system, due to the -far 
greater simplicity, reliabiUty, and cheapness of a small induction 
generator station feeding into a big system compared with a 
small synchronous generator station. The induction generator 
station requires only the hydraulic turbine, the induction 
machine, and the step-up transformer, but does not even 
require a turbine governor, and so needs practically no attention, 
as the control of voltage, speed, and frequency takes place 
by a synchronous generator or motor main station, which col- 
lects the power while the individual induction generator stations 
feed into the system as much power as the available water 
happens to supply. 

The synchronous induction motor, comprising a ^ngle-phase 
or polyphase primary and a single-phase secondary, tends to 
drop into synchronism and then operates essentially as reaction 
machine. A number of types of synchronous inductioa gener- 
ators have been devised, either with commutator for excitation . 
or without commutator and with excitation by low-frequency 
synchronous or commutating machine, in the armature, or by 
high-frequency excitation. For particulars regarding these very 
interesting machines, see "Theory and Calculation of Alternating- 
Current Phenomena," fourth edition. 
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VI. InducUon Booster. 



189. In the induction machine, at a given slip s, current and 
termioal voltage are proportional to each other and of constant 
phase relation, and their ratio is a constant. Thus when con- 
nected in an alternating-current circuit, whether in shunt or in 
series, and held at a speed ^ving a constant and de&nite slip s, 
either positive or negative, the induction machine acts like a 
constant impedance. 

The apparent impedance and its components, the apparent 
resistance and apparent reactance represented by the induction 
machine, vary with the slip. At synchronism apparent impe- 
dance, resistance, and reactance are a maximum. They decrease 
with increasing positive slip. With increasing negative slip the 
apparent impedance and reactance decrease also, the apparent 
resistance decreases to zero and then increases again in negative 
direction as shown in Hg. 234, which gives the apparent impe- 
dance, resistance, and reactance of the machine shown in Fi^. 
207 and 208, etc., with the speed as abscissas. 

The cause is that the power current is in opposition to the 
terminal voltage above synchronism, and thereby the induction 
machine behaves as an impedance of negative resistance, that 
is, adding a power e.m.f. into the circuit proportional to the 
current. 

As may be seen herefrom, the induction machine when inserted 
in series in an alternating-current circuit can be used as a booster, 
that is, as an apparatus to generate and insert in the circuit an 
e.m.f, proportional to the current, and the amount of the boost- 
ing effect can be varied by varying the speed, that is, the slip at 
which the induction machine is revolving. Above synchronism 
the induction machine boosts, that is, raises the voltage; below 
synchronism it lowers the voltage; in either case also adding an 
out-of-phase e.m.f. due to its reactance. The greater the slip, 
either positive or negative, the less is the apparent resistance, 
positive or negative, of the induction machine. 

The effect of resistance inserted in the secondary of the induc- 
tion booster is similar to that in the other applications of the 
induction machine; that is, it increases the slip required for a 
cert£un value of apparent resistance, thereby lowering the effi- 
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ciency of the apparatus, but at the same time m^ng it less 
dependent upon minor variationa of speed; that is, requires a 
lesser constancy of slip, and thus of speed and frequency, to give 
a steady boosting effect. 
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Fig. 234. Effective Impedance of Three-Pbaae loduction Hachioe. 

VII. Phase Converter. 

190. It may be seen from the preceding that the induction 
machine can operate equally well as motor, below synchronism, 
and as generator, above synchronism. 

In the single-phase induction machine the motor or generator 
action occurs in one primary circuit only, but in the direction in 
quadrature to the primary circuit there is a mere magnetizing 
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current either in the secondary, in the single-phase motor proper, 
or in an auxiliary field-<ircuit, in the monocyclic motor. 

The motor and generator action can occur, however, simul- 
taneously in the same machine, some of the pnmary circuits 
acting as motor, others as generator circuits. Tlius, if one of 
the two circuits of a quarter-phase induction machine is con- 
nected to a sin^e-phase system, in the second circuit an e.m.f. is 
generated in quadrature with aod equal to the generated e.m.f. 
in the hrst circuit; and this e.m.f. can thus be utihzed to produce 
currents which, with currents taken from the primary single- 
phase mains, ^ve a quarter-phase system. Or, in a three-phase 
motor connected with two of its terminals to a single-phase 
system, from the third terminal an e.m.f. can be derived which, 
with the single-phase system feeding the induction machine, com- 
tnnes to a three-phase system. The induction machine in this 
application represents a phase converter. 

The phase converter obviously comUnes the features of a 
sin^e-phase induction motor with those of a double transformer, 
transformation occurring from the primary or motor circuit to 
the secondary or armature, and from the secondary to the ter- 
tiary or generator circuit. 

Thus, in a quarter-phase motor connected to sin^e-phase 
miuns with one of its circuits, if 

Y -^ g + jb = primary pol3T>hase exciting admittance, 
2, — r, — ]X|, = seif-inductive impedance per primary or ter- 
tiary circuit, 
Z, — r^ — ;x, •" resultant single-phase self-inductive impe- 
dance of secondary circuits. 
Let 

e - e.m.f. generated by the mutual flux and 
2 - r — jx — impedance of the external circuit supplied by 
the phase converter as generator of second phase. 
We then have 



converter, 
5 — /Z - ■= =- = — =- = terminal voltage at generator 

circuit of phase converter. 
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The current in the secondary of the phase converter is then 

where 

( =- load current = , 

/' = ey - exciting current of quadrature magnetic flux, 

/'=, : — = current required to revolve the machine, 

r,— ]sx^ 

and the primary currwit ia 

/.-(, + V. 
where 

^' w. eY — exciting current of main magnetic flux. 

From these currents the e.m.fs. are derived in a dmilar manner 
as in the induction motor or generator. 

Due to the internal losses in the phase converter, the e-m.fs. 
of the two cireuits, the motor and generator circuits, are prac- 
tically in quadrature with each other and equal only at no load, 
but shift out of phase and become more unequal with increase of 
load, the unbalancing depending upon the constants of the phase 
converter. 

It is obvious that the induction machine is used as phase con- 
verter only to change single-phase to polyphase, since a change 
from one polyphase system to another polyphase system can 
be effected by stationary transformers. A change from angle- 
phase to polyphase, however, requires a storage of energy, since 
the power arrives as single-phase pulsating, and leaves as steady 
polyphase flow, and the momentum of the revolving phase con- 
verter secondary stores and returns the energy. 

With increasing load on the generator circuit of the phase 
converter its slip increases, but less than with the same load as 
mechanical output from the machine as induction motor. 

An application of the phase converter is made in single-phase 
motois by closing the tertiary or generator cireuit by a condenser 
of suitable capacity, thereby generating the exciting current of 
the motor in the tertiary circuit. 

The primary circuit is thereby relieved of the exciting current 
of the motor, the efficiency essentially increased, and the power- 
factor of the single-phase motor with condenser in tertiary cir- 
cuit becomes practically unity over the whole range of load. 
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At the same time, since the condenser current is derived by 
double transformation in the multitooth structure of the induc- 
tion machine, which has a practically uniform magnetic field, 
irrespective of the shape of the primary impressed e.m.t. wave, 
the apphcatioQ of the condenser becomes feasible irrespective of 
the wave shape of the generator. 

Usually the tertiary circuit in this case is arranged on an angle 
of 60 deg. with the primary circuit, and in starting a powerful 
torque is thereby developed, with a torque eflSciency superior to 
any other single-phase motor starting device, and when combined 
with inductive reactance in a second tertiary circuit, the appar- 
ent starting torque eflSciency can be made even to exceed that of 
tiie polyphase induction motor {see page 385). 

For further discussion hereof, see A. I. E. E. Transactions, 
1900, p. 37. 

Vm. Frequency Converter or General Altemating-Carrent 
Transformer. 

191. The e.m.fs. generated in the secondary of the induction 
machine are of the frequency of slip, that is, synchronism minus 
speed, thus of lower frequency than the impressed e,m.f, in the 
range from standstill to double synchronism; of higher frequency 
outside of this range. 

Thus, by opening the secondary circuits of the induction 
machine and connecting them to an external or consumer's 
circuit, the induction machine can be used to transform from one 
frequency to another, as frequency converter. 

It lowers the frequency with the secondary running at a speed 
between standstill and double synchronism, and raises the fre- 
quency with the secondary either driven backward or above 
double synchronism. 

Obviously, the frequency converter can at the sune time 
change the e.m.f. by using a suitable number of primary and 
secondary turns, and can change the phases of the system by 
having a secondary wound for a different number of phases from 
the primary, as, for instance, convert from three-phase 6000- 
volta 25-cycles to quarter-phase 2500-volts 62.5^!ycle8. 

Thus, a frequency converter can be called a "general altera 
nating-current transformer." 
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For its theoretical discussion and calculation, see "Theory and 
Calculation of Alternating-Current Phenomena." 

The action and the equations of the general altematiog-cur- 
rent transformer are essentially those of the stationary altei^ 
nating-current transformer, except that the ratio of secondary 
to primary generated e.m.f. is not the ratio of turns but the ratio 
of the product of turns and frequency, while the ratio of sec- 
ondary current and primary load current (that is, total primary 
current minus primary exciUng current) is the inverse ratio of 
turns. 

The ratio of the products of generated e.m.f. and current, 
that is, the ratio of electric power generated in the secondary, 
to electric power consumed in the primary (leas excitation), 
is thus not unity but is the ratio of secondary to primary fre- 
quency. 

Hence, when lowering the frequency with the secondary 
revolving at a speed between standstill and synchronism, the 
secondary output is less than the primary input, and the difTer- 
ence is transformed into mechanical work; that is, the machine 
acts at the same time as induction motor, and when used in 
this manner ia usually connected to a synchronous or induction 
generator feeding preferably into the secondary circuit (to avoid 
double transformation of its output) or to a synchronous con- 
verter, which transforms the mechanical power of the frequency 
converter into electrical power. 

When rising the frequency by backward rotation, the sec- 
ondary output is greater than the primary input (or rather the 
electric power generated in the secondary greater than the 
primary power consumed by the generated e.m.f.), and the differ- 
ence is to be supplied by mechanical power by driving the fre- 
quency changer backward by synchronous or induction motor, 
preferably connected to the primary circuit, or by any other 
motor device. 

Above synchronism the ratio of secondary output to primary 
input becomes negative; that is, the induction machine gen- 
erates power in the primary as well as in the secondary, the pri- 
mary power at the impressed frequency, the secondary power 
at the frequency of slip, and thus requires mechanical driving 
power. 

The secondary power and frequency are less than the primary 



DgitzedbvGoOgle 



INDUCTION MACHINES. 428 

below double synchronism, more above double synchronism, 
and are equal at double synchronism, so that at double syn- 
chronism the primary and secondary may be connected in multi- 
ple or in series and the machine is then a douUe synchronous 
alternator further discussed in the "Theory and Calculation of 
Alternating-Current Phenomena," fourth edition. 

As far as its transfonner action is concerned, the frequency 
converter is an ojien magnetic circuit transformer, that is, a 
transformer of relatively high magnetizing current. It com- 
bines therewith, however, the action of an induction motor or 
generator. Excluding the case of over-synchronous rotation, 
it is approximately (that is, neglecting internal losses) electrical 
input -J- electrical output -;- mechanical output = primary fre- 
quency 4- secondary frequency -;- speed or primary minus sec- 
ondary frequency; that is, the mechanical output is negative 
when increasing the frequency by backward rotation. 

Such frequency converters are to a certain extent in com- 
mercial use, and have the advantage over the motor-generator 
plant of requiring an amount of apparatus equal only to the out- 
put, while the motor-generator set requires machinery equal to 
twice the output. 

An application of the frequency converter when lowering the 
frequency is made in concatenation or tandem control of induc- 
tion machines, as described in the next section. In this case 
the first motor, or all the motors except the last of the series are 
in reality frequency converters. 

IX. Concatenation of Induction Motors. 

193. In the secondary of the induction motor an e.m.f. is 
generated of the frequency of slip. Thus connecting the sec- 
ondary circuit of the induction motor to the primary of a second 
induction motor, the latter is fed by a frequency equal to the slip 
of the first motor, and reaches its synchronism at the frequency 
of slip of the first motor, the first motor then acting as fre- 
quency converter for the second motor. 

If, then, two equal induction motors are rigidly connected 
together and thus caused to revolve at the same speed, the speed 
of the second motor, which is the slip s of the fii^t motor at no 
load, equals the speed of the first motor: s = 1 — s, and thus 
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s = 0.5. That is, a pair of iDductton motors connected this 
way in tandem or in concatenation, that is, "chain connection," 
as commonly called, or in cascade, as called abroad, tends to 
approach s ^ 0.5, or half synchronism, at no load, slipping below 
this speed mider load; that is, concatcnalAon of two motoiB 
reduces their synchronous speed to one-half, and thus oITer as 
Ineans to operate induction motors at one-half speed. 

In general, if a number of induction machines are connected 
in tandem, that is, the secondary of each motor feeding the 
primary of the next motor, the secondary of this last motor being 
short-circuited, the sum of the speeds of all motors tends towards 
synchronism, and with all motors connected together so as to 

revolve at the same speed the system operates at — synchronous 

n 
speed, when n = number of motors. If the two induction 
motors on the same shaft have a different number of poles, they 
synchronize at some other speed below synchronism, or if con- 
nected differentially, they synchronize at some speed above syn- 
chronism. 

Assuming the ratio of turns of primary and secondary as 1 : 1, 
with two equal induction motors in concatenation at standstill, 
the frequency and the e.m.f. impressed upon the second motor, 
neglecting the drop of e.m.f. in the internal impedance of the 
first motor, equal those of the first motor. With increasing 
speed, the frequency and the e.m.f. impressed upon the second 
motor decrease proportionally to each other, and thus the mag- 
netic flux and the magnetic density in the second motor, and its 
exciting current, remain constant and equal to those of the first 
motor, neglecting internal losses; that is, when connected in 
concatenation the magnetic density, current input, etc., and 
thus the torque developed by the second motor, are approxi- 
mately equal to those of the first motor, b^ng less because of the 
internal losses in the first motor. 

Hence, the motors in concatenation share the work in approx- 
imately equal portions, and the second motor utilizes the power 
which without the use of a second motor at less than one-half 
synchronous speed would have to be wasted in the secondaiy 
resistance; that is, theoretically concatenation doubles the tor- 
que and output for a given current, or power input into the 
motor system. In reality the gain is somewhat leas, due to the 
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Becond motor not being quite equal to a non-inductive resistance 
for the secondary of the first motor, and due to the drop of volt^ 
age in the internal impedance of the first motor, etc. 

At one-half Bynchronism, that is, the limiting speed of the con- 
catenated couple, the current input in the first motor equals its 
exciting current plus the tranaformed exciting current of the 
second motor, that is, equals twice the exciting current, 

193. Hence, comparing the concatenated couple with a stn^e 
motor, the primary exciting admittance is doubled. The total 
impedance, primary plus secondary, is that of both motors, 
that is, doubled also, and the characteristic constant of the con- 
catenated couple is thus four times that of a single motor, but 
the speed reduced to one-half. 

Comparing the concatenated couple with a single motor re- 
wound for twice the number of poles, that is, one-half speed 
also, such rewinding does not change the self-inductive impe- 
dance, but quadruples the exciting admittance, since one-half 
as many turns per pole have to produce the same flux in one-half 
the pole arc, that is, with twice the density. Thus the character- 
istic constant is increased fourfold also. It follows herefrom 
that the characteristic constant of the concatenated couple is 
that of one motor rewound for twice the number of poles. 

The slip under load, however, is less in the concatenated 
couple than in the motor with twice the number of poles, b«ng 
due to only one-quarter the internal impedance, the secondary 
impedance of the second motor only, and thus the efficiency is 
slightly higher. 

Two motors coupled in concatenation are in the range from 
standstill to one-half synchronism approximately equivalent 
to one motor of twice the admittance, three times the primary 
impedance, and the same secondary impedance as each of the 
two motors, or more nearly 2.8 times the primary and 1.2 times 
the secondary impedance of one motor. Such a motor is called 
the equivalent motor. 

194. The calculation of the characteristic curve of the concat- 
enated motor system is similar to, but more complex than, that 
of the single motor. Starting from the generated e.m.f. e of the 
second motor, reduced to full frequency, we work up to the im- 
pressed e.m.f. of the first motor e„ by taking due consideration 
of the proper frequencies of the diEEerent circuits. Herefor the 
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Fig. 235. Comparison of Concatenated Motors with a Single Motor 
of Double the Number of Poles. 

reader must be referred to "Theory and Calculation of Alternat- 
ing-Current Phenomena, " fourth edition. 

The load curves of the pair of three-phase motors of the same 
Constanta as the motor in Figs. 207 and 208 are given in Rg. 235, 
the complete speed curve in Fig. 236. 

Rg. 235 shows the load curve of the total couple, of the two 
individual motors, and of the equivalent motor. 
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As seen from the speed curve, the torque from standstill to 
one-half synchronism has the same shape as the torque curve of 
a single motor between standstill and synchronism. At one-half 
synchronism the torque reverses and becomes negative. It 
reverses again at about two-thirds synchronism, and is positive 
between about two-thirds synchronism and synchronism, zero 
at synchronism, and negative beyond synchronism. 

Thus, with a concatenated couple, two ranges of positive 
torque and power as induction motor exist, one from standstill 
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Fig. 236. ConcateoatioQ of Induction Motors, Speed Curves. 

to half synchronism, the other from about two-thirds synchro- 
nism to synchronism. 

In the ranges from one-half synchronism to about two-thirds 
synchronism, and beyond synchronism, the torque is negative, 
that is, the couple acts as generator. 

The insertion of resistance in the secondary of the second 
motor has in the range from standstill to half synchronism the 
same effect as in a single induction motor, that is, shifts the max- 
imum torque point towards lower speed without chan^ng its 
value. Beyond half synchronism, however, resistance in the 
secondary lengthens the generator part of the curve, and makes 
the second motor part of the curve more or less dis^pear, as 



DgitzedbvGoOgle 



428 



ELEMENTS OF ELECTRICAL ENGINEERING. 



seen in Fig. 236, which gives the speed curves of the same motor 
as Fig. 235, with resistance in circuit in the secondary of the 
second motor. 

The main advantages of concatenation are obviously the abil- 
ity of operating at two different speeds, the increased torque and 
power efficiency below half speed, and the generator or braking 
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Fig. 237. Concatenation of Induction Hotora Speed Curve with 
ReaistaDce in the Secondary Circuit. 

action between half speed and synchronism, ajid such concatena- 
tion is therefore used to some extent in three-phase railway 
motor equipments, while for stationary motors usually a change 
of the number of poles by reconnecting the primary winding 
through a suitable switch is preferred where several speeds are 
desired, as it requires only one motor. 

X. Syncbroniziitg Induction Hotors. 

195- Occasionally two or more induction motors are operated 
in parallel on the same load, as for instance in three-phase 
railroading, or when securing several speeds by concatenation. 
In this case the secondaries of the induction motors may be 
connected in multiple and a single rheostat used for starting 
and speed control. Thus, when using two motors in con- 
catenation for speeds from standstill to half synchronism, 
from half synchronism to full speed, the motors may also be 
operated on a single rheostat by connecting their secondaries 
in parallel. As in parallel connection the frequency of the 
secondaries must be the same, and the secondary frequency 
equals the slip, it follows that the motors in this case must 
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operate at the same slip, that is, at the same frequency of rota- 
tion, or in eynchronism with each other. If the connection 
of the induction motors to the load is such that they cannot 
operate in exact step with each other, obviously separate resis- 
tances must be used in the motor secondaries, so as to allow 
different slips. When ripdly connecting the two motors with 
each other, it is essential to take care that the motor second- 
aries have exactly the same relative position to their primaries 
so as to be in phase with each other, just as would be necessary 
when operating two alternators in parallel with each other 
when ri^dly connected to the same shaft or when driven by 
synchronous motors from the same supply. As in the induction 
motor secondary an e.m.f. of definite frequency, that of slip, ia 
generated by its rotation through the revolving motor field, the 
induction motor secondary is an alternating-current generator, 
which is short-circuited at speed and loaded by the starting 
rheostat during acceleration, and the problem of operating two 
induction motors with their secondaries connected in paraUel 
on the same external resistance is thus the same as that of oper- 
ating two alternators in parallel. In general, therefore, it is 
undesirable to rigidly connect induction motor secondaries me- 
chanically if they are electrically connected in parallel, but it is 
preferable to have their mechanical connection sufficiently flex- 
ible, as by belting etc., so that the motors can drop into exact step 
with each other and maintain step by their synchronizing power. 

It is of interest, then, to examine the synchronizing power of 
two induction motors which are connected in multiple with 
their secondaries on the same rheostat and operated from the 
same primary impressed e.m.f. 

Assume two equal induction motors with their primaries 
connected to the same voltage supply and with their second- 
aries connected in multiple with each other to a common 
resistance r, and neglecting for simphcity the exciting current 
and the voltage drop in the impedance of the motor primaries 
as not materially affecting the synchronizing power. 

Let Z^ = Ti — jx, = secondary self-inductive impedance at 
full frequency; s = slip of the two motors, as fraction of syn- 
chroiusm; «„ = absolute value of impressed e.m.f. and thus, 
when neglecting the primary impedance, of the e.m.f. generated 
in the primary by the rotating field. 
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If then the two motor-Becondaries are out of phase with each 
other by angle 2 r, and the secondary of the motor 1 ts behind in 
the direction of rotation and the eecondary of the motor 2 
ahead of the average position by angle r, then 

^1 = sc, (cos T - J sin t) - secondary generated 

e.m.f. of the first motor, (1) 

ffj = 8c, (eos r + y sin r) -secondary generated 

e.m.f. of the second motor. (2) 

And if /, - current coming from the first, |, - current coming 
from the second motor secondary, the total current, or current 
in the external resistance, r, is 

/ = /i + /.; (3) 

it is then, In the circuit comprising the first motor secondary 
and the rheostat r, 

^, - UZ - /r = 0, (4) 

in the circuit comprising the second motor secondary and the 
rheostat r, 

^,-/^-/r = 0, (5) 

where Z = r, -/si,; 

substituting (3) into (4) and (5) and rearranging gives 
E, - /, (2 + r) - // = 0, 
E,- Lr-l,{Z + r) = 0. 
These two equations added and subtracted give 
E,+E^-il,+ IJiZ + 2r) =0, 
;,-je,-(/.-/,)2 = 0; 



beoce, 






Z 

Substituting for convenience and abbreviation, 



Z + 2r 



|-r,=i,,+A, 



(6) 



(!) 
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into equation (6) and substituting (1) and (2) into (6), ^vea 
/, + /,= 2se,Y coBT, 

(, - h^ -2jse<,y,sinr; (8) 

hence, 

/,'= se, jy coe r ± jT, ein tj (9) 

is the current in the secondary circuit of the motor, and there- 
fore also the primary load current, that is, the primary current 
corresponding to the secondary current, and thus, when neg- 
lecting the exciting current, also the primary motor current, 
where the upper sign corresponds to the first, or lag^ng, the 
lower agn to the second, or leading, motor. 

Substituting in (9) for Y and Y", gives 

/,' — sfig {(g cos T ± 6, sin r) + j (6 cos t T ff, an t)}, (10) 
the primary e.m.f. corresponding hereto is 

Ej =• e, {cos T T J sin r}, (11) 

where again the upper sign corresponds to the first, the lower to 
the second motor. 

The power consumed by the current /,' with the e.m.f. £,• is 
the sum of the products of the horizontal components, and of 
the vertical components, that is, of the real components and of the 
imaginary components of these two quantities (as a horizontal 
component of one does not represent any power with a vertical 
component of the other quantity, being in quadrature therewith). 

p.'-ie;'.;], 

where the brackets denote that the sum of the product of the 
corresponding parts of the two quantities is taken. 

As discussed in the preceding, the torque of an induction 
motor, in synchronous watts, equals the power consumed by 
the primary counter e.m.f.; that is, 

»,' = -P,'. 
and substituting (10) and (11) this ^ves 
D,' = ae* icos r (3 cost ± 6, sin r) T sin r (6 cost T gsin-r)} 

-»e.'|^-'^cos2T±^5iii2r|, (12) 

and herefrom follows the motor output or power, by multiplying 
with (1— «). 
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The sum of the torques of both motors, or the Mdl torque, is 

2 A - D. + i>, - sc.MCff. + ?)-(?.-?) cos 2 Tj. (13) 
The difference of the torque of both motors, or the synchroniz- 
ing torque, is 

2D, = se^' (fr, - &) sin 2 T, (14) 

where, by (7), 



r,+2r 



, sx, , sx, 

b,= — 'i b = — '■ 



(15) 



m, - r,' + s*ii', m = (r, + 2 r)' + ^x*., 
In these equations primary exciting current and primary 
impedance are neglected. The primaiy impedance can be intro- 
duced in the equations, by substituting (r, + sr^) for r„ and 
(x^ + Xg) for ij, in the expression of m, and m, and in this case 
only the exciting current is neglected, and the results are suf- 
ficiently accurate for most purposes, except for values of speed 
very close to synchronism, where the motor current is appreci- 
ably increased by the exciting current. It is then 
«. - (»•, + "o)' + s" (I. + ij', ) 

Tn = (r. + ST, + 2 r)> + 3- (i, + x,)'; ] ^ ' 

all the other equations remain the same. 
From (15) and (16) follows 

&LZi = 2srxAr,+ ^.+ r) 
2 mm, ^ ' 

hence, is always positive. 

196. (6, — i>) is always positive, that is, the synchronizing 
torque is positive in the first or lagging motor, and negative in 
the second or loading motor; that is, the motor which la^ in 
position behind gives more power and thus accelerates, while the 
motor which is ahead in position gives less power and thus 
drops back. Hence, the two motor armatures pull each other mto 
step, if thrown together out of phase, just Uke two alternators. 
The synchronizing torque (14) is zero it t = 0, as obvious, 
as for T = both motors are in step with each other. The syn- 
chronizing torque also is zero if r = 90 deg., that is, the two 
motor armatures are in opposition. The poation of opposition 
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is unstable, however, and the motors catmot operate in opposition, 
that is, for r = 90 deg., or with the one motor secondary short- 
circuiting the other; in this position, any decrease of t below 
90 deg, produces a synchronizing torque which pulls the motors 
together, to t - 0, or in step. Just as with alternators, there 
thus exist two positions of zero synchronizing power, — with the 
motors in step, that is, their secondaries in parallel and in phase, 
and with the motors in opposition, that is, their secondaries in 
opjKJsition,' — and the former position is stable, the latter unstable, 
and the motors thus drop into and retain the former position, 
that is, operate in step with each other, within the limits of their 
synchronizing power. 

If the starting rheostat is short-circuited, or r = 0, it is, by 
(15), t)j = b, and the synchronizing power vanishes, as is obvious, 
since in this case the motor secondaries are short-circuited and 
thus independent of each other in their frequency and speed. 

With parallel connection of induction motor armatures a syn- 
chronizing power thus is exerted between the motors as long 
as any appreciable resistance exists in the external circuit, and 
the motors thus tend to keep in step until the common starting 
resistance is short^ircuited and the motors thereby become inde- 
pendent, the synchronizing torque vanishes, and the motors can 
slip against each other without interference by cross currents. 

1^ V..- f, -, as factor, the syn- 
chronizing torque decreases with increasing approach to syn- 
chronous speed. 

For r = 0, or with the motors in step with each other, it is, by 
(12), (15), and (16), 

ni ) ^^v (li_+ 2r) .. 

"■-<»- (r, + ^. + 2 rr+^K + ..)=■ ('«' 

that is, the same value as found for a single motor in paragraph 
161. (As the resistance r is common to both motors, for each 
motor it enters as 2 r.) 

For T °< 90 deg., or the unstable positions of the motors, it is 

that is, the same value as the motor would ^ve with short- 
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circuited annature. This is to be expected, as the two motor 
armatures short-circuit each other. 

The synchronizing torque is a maximum for r «■ 45 deg., and 
is, by (14), (15), and (16), 



Z>.= 



(20) 



As instances are shown, in Mg. 238, the motor torque, rrom 
equation (18), and the maximum synchronizing torque, from 
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Fig, 238. Synchroniiing Induction Uotor, Motor Torque and 
Synchroauing Torque. 

equation (20), for a motor of 5 per cent drop of speed at full 
load and very high overload capacity (a maximum power nearly 
2.5 times and a maximum torque somewhat over three times 
the rated value), that is, of low reactance, as can be produced 
at low frequency, and is desirable for intermittent service, 
hence of the constants 

2, = 2. = 1 - J, 

Y -0.005 + 0.02y, 

c„ - 1000 volts, 

for the values of additional resistance inserted into the armatures, 
r = 0; 0.75; 2; 4.5, 
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1 




„_l + 2'- 
m 






6 -a, 


m,-(l+s) 


■48", 


m = {1 + s ■ 



+ 2 r)" + 4 s". 

As seen, in this instance the synchronizing torque is higher 
than the motor torque up to half speed, slightly below the motor 
torque between half speed and three-quarters speed, but above 
three-quartera speed rapidly drops, due to the approach to syn- 
chronism, and becomes zero when the last starting resistance 
is cut out. 

XI. Self-Ezciting Induction Hachines. 

197. In addition to the short-circuited secondary winding, in 
which by the rotating primajy magnet field the secondary cur- 
rents of the frequency of slip are produced, which do the work 
of the induction machine, the secondary member may be suppUed 
with a closed coil winding connected to a commutator and 
brushes in the same manner as in continuous-current or commu- 
tating machines, except that with the three-phase system three 
sets of brushes displaced from each other by 120° deg., in a 
quarter-phase system four sets of brushes displaced by 90 deg. 
in position, are used. 

Supplying these brushes with currents of the impressed fre- 
quency, either directly from the primary impressed e.m.f. or 
by step-down transformer or compensator, these full-frequency 
currents are commutated so as to give in the motor armature a 
resultant polarization of the frequency of slip, that is, of constant 
relative position to the system of revolving primary magnet 
poles. The intensity of this secondary polarization depends 
upon the voltage impressed upon the commutator, its relative 
position with the primary magnet field upon the position of the 
brushes. Setting the brushes so that the secondary polarization 
is in line with the primary magnet field it supplies excitation for 
the latter so that the primary magnetizing current is decreased, 
and by increasing the commutated current can be made to dis- 
appear or even to reverse, that is, the primary current of the 
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induction machine becomes leading. Hence, by varying the 
impressed e.m.f. at the commutator, the primary cmreat can be 
changed from lag to lead, and gives a V-shaped characteristic 
curve similar to that of the synchronous motor in Fig. 66, with 
exciting e.m.f. aa abscissas and primary current as ordinates. 

By shifting the brushes from the position of coincidence of 
secondary polarization with the primary magnet field, the sec- 
ondary polarization can be resolved into two components, one in 
phase with the primary fiqld giving the excitation of the machine, 
and one in quadrature therewith, which produces or consumes 
power in the machine in the same manner as in any commutat- 
ing machine, and thereby is of no further interest. 

Instead of using two secondary windings, one winding can be 
used connected to a commutator and shunted by resistance con- 
nected between the commutator segments. In this case, which, 
however, has the disadvantage over the double winding that 
the commutated circuit is of very low voltage, one and the 
same winding fulfills the function of exciting winding by carrying 
the impressed commutated exciting current and of energy wind- 
ing by carrying the secondary current corresponding to the work 
of the machine. 

The advantage of this method of excitation by commutator 
on the secondary is that the exciting current of the induction 
machine is in a circuit coincident with the short-circuited second- 
ary, and its self-inductance is thereby reduced from the open- 
circuit impedance of the machine [ — 1 to the short-circuited 

impedance (2,), and the volt-amperes excitation reduced in the 
same proportion, and the power-factor correspondingly improved, 
and by over-excitation leading currents can be produced. The 
disadvantage, however, is the addition of commutator and 
brushes, and thereby the loss of the main advantage offered by 
the induction machine over other forms of machines. 

While the currents supplied by the commutator to the excit- 
ing winding give the same resultant m.m.f. as currents of the 
frequency of slip, they are not low-frequency currents, but have 
a shape of the character shown in Fig, 239, which represents the 
("commutated) exciting current of a three-phase motor at five 
per cent slip. The self -inductance of these exciting currents, 
therefore, is not the self-inductance corresponding to the low 
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frequency of slip, but that of full frequency; that is, the self- 
ioductaDce is the same whether the current is supplied directly 
by jiermanent connections or through a commutator. 

The advantage resulting from such an excitation of the sec- 
ondary member by commutator is not due to the lowering of the 
self-inductance of excitation to the frequency of slip, but due 
to the lowering of the self-inductance by mutual inductance, 
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Fig. 239. Self-EKcited Induction Machine, Current Supplied by 
Conuuutator to the Exciting Winding. 

resulting from the coincidence of the exciting winding with the 
short-circuited winding, and the existence of a short-circuited 
secondary winding or its equivalent is therefore essential. With- 
out it the machine is a mere alternating commutator machine. 

Regarding the theoretical investigation of the self-excitation 
of induction machines, see "Theory and Calculation of Altera 
nating-Current Phenomena," fourth edition. 
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